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Stories of the Week 


Fellow in Detroit has a 13-year-old 
son who cost him quite a bit of 
money. His front teeth warped and 
bucked, and Mama insisted that they 
be straightened. 

Twenty months and several hun- 
dred dollars later the job was done. 
Pop grumbled about the expense, but 
allowed mebbe as how the kid did 
put up a better front. 

Next Saturday the lad caught in a 
sandiot game. He caught, all right 
the backswing of a bat. 

Result: All the painfully straight- 
ened front teeth were found on the 
ground, and Pop had to stand the 
price for a new set of choppers. 


WOMAN: “Four pounds of sirloin 
steak, please.” 
BUTCHER: “Shall I gift-wrap it?” 


Eyebrow Raiser of the Week 


“Don't Bother to 
Dick Widmark asks Marilyn 


In the movie, 
Knock,” 
Monroe 


“What are you doing by yourself 
that we couldn't do better together?" 


Gags of the Week 


If Patrick Henry thought taxation 
without representation was awful, he 
should see it with representation! 


Some people are like blotters- 
they quickly soak it all in, but get 
it all backwards. 

An apple a day, onaccounta govern- 
ment inflation, costs more than keep- 
ing the doctor away. 


With taxes as high as they are 
today, you don’t have to pass a Civil 
Service examination to work for the 
government. 


Philosophy of the Week 


“You can’t build yourself up by 
tearing down others.” SOCRATES. 


Verse of the Week 


Save money when it’s easy. 
Invest it when it’s tight. 
Then you won't have to sleep 

In a = at night. 


Full Speed Ahead 


Everywhere we go-—and “Dope” 
has been traveling almost constantly 
the last several weeks——businessmen 
are elated about the Eisenhower vic- 
tory 

Honestly, they hadn't expected it. 

They felt that Roosevelt and Tru- 
man had found an unbeatable formu- 
la. Labor, racial groups, the Solid 


South, corrupt Big City political 
machines, innumerable government 
office-holders and their relatives, 


government subsidies and mink-coat 
graft, phony prosperity through in- 
flation, fear of a depression, and 
“you never had it so good.” How 
could Truman & Co. lose? 


Well, they did 
Businessmen everywhere from 
mighty manufacturers to small 


Southern dealers-—are the most sur- 
prised and pleased people on our 
Continent. 

Like a great many independent 
and patriotic citizens, they were fear- 
ful that the Roosevelt-Truman amal- 
gamation of pampered and coddled 
“minority groups” spelled a one- 
party system for the United States 
of America. (Other one-party govern- 
ments: Russia today, and prewar 
Germany, Japan, and Italy.) End re- 
sults would have been Communism. 

On the positive side, businessmen 
now feel that they can plan for a 
brighter future. Their fears of more 
government controls and confisca- 
(Concluded on Page 6. Column 1) 
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RCA eae 
New Room Cooler 


Line to 7 Models 


CAMDEN, N. J.—A greatly ex- 
panded line of room air conditioners, 
represented by seven models incorpo- 
rating design and engineering im- 
provements, has been announced by 
the RCA Victor Div. of Radio Corp. 
of America. 

The new line includes five window- 
type models and two cendenser, air- 
cooled consoles, varying in size from 
1s to 1% hp. 

Production on most models is now 
under way, it was revealed by W. F. 
Carolan, general sales manager of 
the company’s Air Conditioner Dept., 
(Concluded on Page 4, Column 1) 


Magic Chef Announces 
’53 Conditioner Line 


ST. LOUIS—-Magic Chef, Inc. has 
announced its complete air condition- 
ing sales plans for 1953, calling for 
all new units and full-scale consumer 
promotion. 

According to J. J. Edwards, man- 
ager of the company’s new Electrical 
Products Department, the Magic 
Chef air conditioning line will include 
three models of %, %, and 1-ton 
capacities. 

The smallest and largest of these 
(Concluded on Page 4, Column 5) 


RSES Program Change 


Just before publication, the fol- 
lowing changes were announced in 
the RSES convention program ap- 
pearing on page 19: 

The Monday business meeting 
has been switched from 9 a.m. to 
1 p.m. The Monday educational 
session will be held in the morn- 
ing. 

Speakers scheduled for Sunday 
are now John Spence, Edward 
Magnus, and E. R. Michel. Mon- 
day’s speakers will be Frederick 
Boxall and S. Charles Segal. 


Long Island Builders 
Get Eyeful, Earful on 
Year-Round Systems 


STEWART MANOR, L. L, N. ¥.— 
Termed “the first trade show of its 
kind” an exhibition of year-round 
residential air conditioning equipment 
was held here Nov. 17 and 18 under 
the sponsorship of the Long Island 
Home Builders Institute. 

More than 400 builders, engineers, 
architects, and contractors connected 
with the home building industry at- 
tended the show at the Stewart 
Manor Country Club. In addition to 
the exhibits of equipment, there were 
discussions of all phases of year- 
round air conditioning for homes. 

Exhibitors included: American- 
Standard, Bryant, Carrier, Chrysler- 
Airtemp, General Electric, Lipman, 
Servel, Typhoon, United States Air 
Conditioning Corp., Westinghouse, 
and York. 

It was emphasized repeatedly by 
the exhibitors at this trade show that 
cooling systems must be properly in- 
stalled by contractors who know how 
to engineer such a job. 

“It is not a job for just any sheet- 
metal man,” was frequently heard in 
the big ballroom where the 11 ex- 
hibits were on display. 

Another factor that was stressed 
(Concluded on Page 4, Column 5) 


2 Detroit Contractors’ 
Associations Merge 


DETROIT — Two contractors’ as- 
sociations here have voted to merge 
into a single group that will be 
known as the Refrigeration & Air 
Conditioning Contractors Association 
of Detroit. 

The new group is a member of the 
national association, Refrigeration & 
Air Conditioning Contractors Associa- 
tion. 

One of the groups merging is the 
Refrigeration Contractors Associa- 
tion of Detroit, affiliated with RACCA 
and including some 50 contractors. 
The other group is the Air Condition- 
ing Contractors Association, com- 
prised of 10 of the contractors hand- 
(Concluded on Page 4, Column 3) 


Miami Is Focal Point for Refrigeration 


Rses Convention Set 
For Dec. 5 Through 8 


MIAMI, Fla. — Headquartering in 
the McAllister hotel, the Refrigera- 
tion Service Engineers Society will 
hold its 15th annual convention here 
from Dec. 5 through 8. 

The society will split its time be- 
tween the McAllister and the Mu- 
nicipal Auditorium, which will also 
be the scene of the 10th All-Industry 
Educational Exhibit and Conference. 

Opening session will get under 
way at the McAllister on Friday 
morning and then will move to the 
Municipal Auditorium for a business 
administration session sponsored in 
conjunction with the Refrigeration & 
Air Conditioning Contractors Associa- 
tion and the Refrigeration Equipment 
Manufacturers Association. 

On Saturday and Sunday, conven- 
tion sessions will be staged in the 
mornings only in the Municipal Au- 
ditorium. Afternoons will be left free 
for members to visit the educational 
exhibits. 

On the final day, Monday, RSES 
will move back to the McAllister 
for a morning business session and 
an educational program in the after- 
noon. 


(Concluded on Page 19, Column 2) 


72 Exhibitors To 
Show In Miami 


MIAMI, Fila. — Refrigeration men 
from all segments of the industry will 
converge on Miami during the week 
of Dec. 3 through 9 to attend the 
10th Refrigeration and Air Condition- 
ing Educational Exhibit and Confer- 
ence and the series of association 
meetings scheduled around it. 

The exhibit and conference will be 
staged in Miami's Municipal Audi- 
torium on Dec. 5, 6, and 7. A full 
slate of 72 exhibitors will present 
educational displays of their products 
and man their booths with experts 
prepared to answer service and in- 
stallation questions. Companies rep- 
resented are listed at the end of this 
article. 

Meetings of the Refrigeration 
Equipment Wholesalers Association 
and Refrigeration Equipment Manu- 
facturers Association are slated to 
follow the conference. These meet- 
ings are scheduled for the Hollywood 
Beach hotel in Hollywood, Fla. on 
Dec. 8 and 9. 

As usual, the exhibit and confer- 
ence will be directed toward service- 
men and contractors who will also 
stage meetings of their own (RSES 
(Concluded on Page 19, Column 1) 


RACCA Asks AIA. 
To Consider 
Cooling Separately 


NEW YORK CITY—The American 
Institute of Architects has been peti- 
tioned by the Refrigeration & Air 
Conditioning Contractors Association, 
Inc. to have “refrigeration and air 
conditioning” considered as a sepa- 
rate category in the drawing of con- 
struction plans, and in the letter of 
construction contracts. 

RACCA has prepared a written 
presentation of its case for submis- 
sion to the A.LA.’s board of direc- 
tors. 

Principal argument advanced in 
the presentation is that better instal- 
lations of refrigeration and air con- 
ditioning equipment will be made if 
separate plans are drawn for such 
work, rather than placing them under 
heating and ventilating, or plumbing 
contracts. Refrigeration and air con- 
ditioning contractors, working under 
a sub-contractor in some other clas- 
sification, are often unable to reach 
the architects with beneficial sug- 
gestions, it is pointed out. 

Furthermore, the argument runs, the 
work may be done at a more favor- 
(Concluded on Back Page, Column 1) 


Frigidaire Ice Machine 
Makes Tiny ‘Cubelets’ 


DAYTON—A new ice making ma- 
chine that produces thousands of tiny 
ice “cubelets” % in. in size has been 
developed by Frigidaire Div., Gen- 
eral Motors Corp. 

It is claimed that the tiny cube- 
lets cool faster and last longer than 
crushed, chipped, or flake ice. They 
are said to be especially ideal for use 
in fountains, hospitals, restaurants, 
taverns, and other similar applica- 
tions. 

The new product is similar in con- 
struction and design to Frigidaire’s 
present automatic ice cube maker 
except for the cutting grid, which 
determines the size and number of 
cubes produced. Thickness of the 
cubelets can be easily adjusted to 
meet individual requirements. 


(Concluded on Back Page, Column 5) 


Field This Week 


RACCA Meeting To Be 
Held Dec. 4 and 5 


MIAMI BEACH, Fla.—-A day-long 
general program followed by a half- 
day business meeting has been pre- 
pared for contractors attending the 
seventh annual convention of the Re- 
frigeration and Air Conditioning Con- 
tractors Association here on Dec. 4 
and 5. 

The RACCA board of directors will 
jump the gun with a meeting on 
Wednesday, Dec. 3. But when Presi- 
dent Ted Reina bangs the gavel 
Thursday in the Casablanca hotel, he 
will set in motion a program: of 
eight talks on subjects of interest 
to contractors that will run from 
10 a.m. till after 5 p.m. 

Two talks on air conditioning and 
one on open meat cases will comprise 
the morning session. Another talk on 
air conditioning is on the luncheon 
program, while the afternoon session 
will cover frozen foods, heating and 
air conditioning, large air-cooled con- 
densers, and “our individual debt.” 

The business meeting will run from 
9:30 a.m. till noon on Friday. Open 
to members only, it will feature re- 
ports from various committees and 
the election of officers. 


(Concluded on Page 19, Column 5) 


Hotpoint Shows 
Varied 1953 


Appliance Line 


Automati. Defrost Models, 
Room Cooler, Dehumidifier, 
Freezers, Ranges Included 


CHICAGO—-Hotpoint is introducing 
three 1953 model combination refrig- 
erator-freezers equipped with a new 
automatic defrost and water disposal 
system that is said to “prevent frost 
buildup and maintain correct food 
storage temperatures and humidities 
under all types of operating condi- 
tions without heaters, buttons, or 
switches.” 

Also announced by the company 
are: 

A new \-hp. room air conditioner 
that automatically mixes and circu- 
lates any desired combination of 
fresh and cooled room air. 

A new portable room dehumidifier 
that reportedly will extract “more 
than three gallons of water a day 
from up to 10,000 cu. ft. of room air.” 

Three new 1953 food freezers of 
8, 15, and 23-cu. ft. capacities. 

Eight new electric ranges for 1953 
with “40% larger ovens, built-in au- 
tomatic French-fry kettles, 15% more 
responsive baking and surface units, 
and a ‘color key’ system of push- 
button controls.” 

The new automatic defrost and 
water disposal system of the refrig- 
erator-freezers centers around a 
slanting aluminum evaporator located 
in the top of the fresh food compart- 
ment. 

“When the compressor is operat- 
ing,” the company explained, “a re- 
frigerant circulates through evapo-— 
rator coils maintaining a constant 
cold storage temperature. The slant- 
ing angle of this flat evaporator 
causes cold air currents to circulate 
inside the box in a steady flow 

“When the compressor turns off, 
excess moisture collected by cold air 
currents and deposited on coils dur- 
ing the cooling cycle melts and runs 
down to a channel on the back of 
the inner liner. It is then carried 
down to a container under the re- 
frigerator and evaporated. 

“The fresh food compartment is 
completely insulated from the frozen 
food section in the three new models. 
Coils in the fresh food compartment 
operate slightly above freezing, be- 
tween refrigeration cycles, allowing 
excess moisture to run off after each 
cycle and before frost can accumu- 
late. The frozen food compartment is 
held at a near-zero temperature and 
needs defrosting only once or twice 
a year.” 

“Field tests show the new unit 
(Concluded on Page 17, Column 1) 


Philco Gets Price Relief 
On Refrigerators, Freezers 


WASHINGTON, D. C.--Under a 
recent Office of Price Stabilization 
order that permits manufacturers to 
adjust their ceiling prices for in- 
creased freight charges, Philco Corp. 
has been granted increases on its 
refrigerators and home freezers. 

OPS approved an increase of 17.43 
cents per 100 Ibs. for refrigerators 
and 17.35 cents per 100 Ibs. for 
freezers. This amount can be added 
to the f.o.b. plant ceiling prices. 
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A’ A major appliance retailer your future profits de- 
pend on two great markets. 


There will be great sales expansion in today’s low-satura- 
tion appliances such as dishwashers, automatic washers, 
ranges, food freezers, room air conditioners, dryers. There 
will be a tremendous replacement market for today’s 
established appliances such as refrigerators. 


Your future profits depend on making the right connec- 
tions now with the manufacturer who has a sound and 
complete program for both of these two markets. 


We sincerely believe that the following 16-point pro- 
gram will convince you that General Electric offers you 
the most profitable franchise in the major appliance busi- 
ness today. 


1. General Electric Offers An Outstanding Line—A Fine 
Line—with a wide choice of models and prices—and the 
exclusive features your customers want. 


2. General Electric Offers “Consumer Preference”— in inde- 
pendent national surveys, 55.7%, of women said, “General 
Electric makes the best appliances.”’ 


3. General Electric Offers Dependability — G-E appliances 
have earned a nationwide reputation for year-in, year-out 
dependability unmatched by any other manufacturer. 


4. General Electric Offers Unusual Sales Opportunities— 
concentration on one fine line offers more efficient selling, 
with its consequent better turnover and fewer markdowns. 
Concentration on one complete line of matched appliances 
offers you the much-desired balanced annual sales curve. 


5. General Electric Offers Price Protection—protection on 
your reported inventory against lowering of list prices of 
General Electric Majer Appliances. 


6. General Electric Offers A Powerful Advertising Program — 
the Joan Davis and Fred Waring Shows on TV, the Bing 
Crosby Show on radio, leading national magazines and 
hundreds of newspapers are steadily pre-selling General 
Electric appliances to your customers. 
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and what it can mean fo you! 


7. General Electric Offers Comprehensive Co-op Advertising 
— General Electric and its distributors share the cost 
in newspapers, outdoor posters, car cards, TV, radio, 
and motion pictures. 


8. General Electric Offers A Complete Display Program— 


for each major appliance. 


9. General Electric Offers A Complete Sales-Aid Program— 
tested special promotions, sales literature, presentations, 
demonstration kits, consumer motion pictures, and many 
other aids for complete year-around sales programs. 


10. General Electric Offers A Realistic Sales-Improvement 
Program—continuous sales education for sales personnel. 


11. General Electric Offers Dependable Product Service— 
product-service schools maintain high standards among 
G-E servicemen. 


12. General Electric Offers A Complete Finance Service — 
the General Electric Credit Corporation covers every 
finance operation for you and your customers, 


13. General Electric Offers Continuous Distributor Coopera- 
tion—the G-E plan is not simply to sell appliances to 
you—but to help you sell them to your customers, 


14. General Electric Offers Important Special Services—the 
General Electric Home Bureau, leader in kitchen-laun- 
dry planning, and the Consumers Institute, conducting 
courses for salespeople in the proper use and care of 
appliances. 


15. General Electric Offers Prestige—General Electric is the 
oldest and most respected name in the electrical industry. 


16. General Electric Offers A Stake In Its Blueprint of 
Opportunity —today, at Louisville, Ky., General Electric 
is investing millions of dollars in Appliance Park, the 
world’s largest appliance-manufacturing plant. 


To us Appliance Park is more than land, brick, mortar, 
and steel; it is a symbol of our great faith in the future of 
the appliance business. Appliance Park is a realistic blue- 
print of opportunity for us and for you. 


CLARENCE H. LINDER, General Manager 


Major Appliance Division 
Louisville 2, Kentucky 


GENERAL @® ELECTRIC 


eater : a re a a eae 0 Rs ee * ANS I Seer te, a Wi - aen e tes (cues Mm 2: a Vie i: 
tiie a! 4a oe Peete a - BSc ae Ls Re es, i Tg PARE ee ee 7 ae 
i: ee i. hee wit: ‘a Ae” iin, Pte a Bree ss We cA ce : 
<a aioe 5 a ee 7 ee ek ee = sort. 0 Sa ae a Ba ay ote, ee iy SS a a2 
Hen ee i Ee na es. a a ae EP se, Ate oN a are ie ‘Se oe ae ae i eee eel ie ee is ese ee 
a em eat ‘ a E 5 ere eee SS Neto a 2 ee dee eo ee Ere, 55) ‘sth ae ag mPa 3 cattae 
ae P yee é. ‘ eae” Sera an ies ae tan = , : , bd o 2% | Ge “aed ie 
‘ 
; = —E — — — ee a SS ED ‘ 
‘ 
; zi 
{ 
ee 
‘ 
ee 3 
ee 
A 
a 
‘ 
ee 
a . 
ee 
. ‘' 
‘ 
aie « . . * : 4 ‘ ae : i ‘a : a i; fae 
+ ee fiibe eg yt A = Coc: a eee)” ae ae pe (gee oe i ae See | ‘i: "7 - 2 2 P 


4 


Conmcladed trom Page 1, Column ® 
and initial shipments to Aiatrithatore 
are expected te 
the fret of the Year 


forward around 


The addition of new and larger 
models to the line, said Carolan re 
flecta KCA Victor's confidence in a 
rising demand for teom air condi 
thonere 

All KCA Victor room air cond 
tionere are demgned to perform three 
beak functions ta clean air by re 
moving dust. lint, pollen, and germe 
to cool air to the degree desired by 
the hounehoider. and to circulate air 
to all parte of the room 

The motors of the window-type« 
mnodels are permanently lubricated 
Most modeis have milt-in therme 
wate to aulomaticaily maintain room 
temperature at the desired level 

The window-type room air condi 
thoners = are finished in phantom 
wray a color developed ty KCA 
to blend with any room deeor and 
make the apgplhance inconapicucus 

Most models have grilles of “radi 
cally different and completely mod 
orn design The 1055 grille covers 
the entire face of the appliance It in 
adjustable 

Engineering advances incorporated 
in the 1058 modela inchide the lft 
top for the pasy removal of the fiter 

The amalieat window-type room air 
Thirty. Three 
which has hp its Btu. capacity 
je 4.175, and it is said to be capable 


conditioner je othe 


of removing more than 15 qts of 
moisture from the air every 24 hours 
Thermostat is optional 

The “Fifty” ¢', hp.) has a Btu 
rating of 6.060 and « built-in thermo 
stat It can remove more than 21 qts 
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RCA Expands Room Cooler Line-- 


ace CONSOLE room coolers ore howed 

in woed cobinets of contemporary dengn. 

end Gnished in mohogeny of blond The 

Console One filty pictured here has 1% 
he and @ Btu copecity of 15,500 


MODEL 33. «mallest RCA room cooler, is 

designed for instotiction in @ window. It 

hos % he and o Btu. capacity of 4,175 

The odjvetable grille controls and requictes 
the flow of oir 


ot moisture during a 24-hr. period 

The new line includes two 4 -hp 
models, the standard “Seventy-Five” 
and Deluxe Seventy-Five Both 
have a Btu rating of 9.010 and a 
moisture removal capacity of 30 qts 
every 24 hours. The thermostat which 
is optional on the Standard is built- 
in on the Deluxe 

The “One-Hundred” (1 hp.) has a 
Btu rating of 10,650, and a thermo- 
stat. It can remove 37 qts. of mois- 
ture during a 24-hour period 

The console room air conditioners 
are housed in wood cabinets of con- 
temporary design and finished in 
mahogany or blond 

The “Console One-Hundred” (1 hp.) 
has a Btu. capacity of 10,600 and is 
capable of removing more than 40 
qts. of moisture every day 

The “Console One-PFifty” (1% hp.) 
has a Btu. of 15,500 and a moisture 
removal capacity of 51 qta 


Detroit Contractors - - 


‘Concluded from Page 1, Column 3) 
ling the large air conditioning and 
refrigeration installations in the area. 
This group has voted to disband and 
become members of the new associa- 
tion 

Two members of the latter group, 
Dan Lewis and Norman James, Jr., 
were elected members of the board 
of directors of the new association 
George Murphree heads the new 
group as president. Joseph W. Heffer- 
nan is vice president, and William 
Schemers continues as secretary- 
treasurer 

Other directors of the association 
are Irwin A. Barlass, Victor Buch, 
Joseph Clark, M. R. Wood, Henry 
Veyant, Jack Winslow, and Victor 
Fabian, in addition to the officers 

— ——— ¢ 


two We HP. Howell Motors used to power 100 HP. air conditioning compressors in the Knapp Department Store, Lansing 


Unusual load conditions 
handled with ease by HOWELL MOTORS 


The Knapp Department Store in 
Lansing is one of the most modern 
buildings of its type in central 
Michigan. Of course, it's completely 


air-conditioned 


This air conditioning system has 
» refrigeration capacity of 400 tons 
and handles 200,000 cubic feet of 
air per minute. The system is di- 
vided into numerous zones con- 


trolled through a blow-through 


ol 


"eo 


Knapp 's Lansing» lat gest, most modern 
department store 


system, This assures maximum 
customer comfort in the various 
departments of the store, with a 


very minimum temperature dif- 
ferential 


Three 100 H.P. Howell Motors 
were installed on this job. Mr. D 
I. Williams, president of the Don 
Williams Corporation, designers 
and installers of air conditioning 
systems, says, “These Howell 
Motors have had a full schedule of 
operation under unusual load con- 
ditions. Neither extreme loading 
during tests nor torrid summer heat 
has caused breakdowns or service 
troubles. We are glad to recommend 
Howell Motors.” 


Manufacturers of air handling 
and conditioning systems, as well 
as many other air conditioning con- 


tractors like Mr. Williams, install 
precision-built Howell Motors to 
minimize the cost and frequency of 
service calls and insure customer 
satisfaction. 


Howell Open, Drip-proof Motor—the type 
used to power the air conditioning system 
at Knapp’s 


Call the Howell representative 
in your city for facts on how Howell 
Motors can improve your installa- 
tions. Call today— you'll get 
prompt attention. 


HOWELL MOTORS 


HOWELL ELECTRIC MOTORS CO., HOWELL, MICHIGAN 
Precmon bud! industria! motors unce 1915 


Cama To Tour Tyler Plant, 
Discuss Problems Dec. 4-5 


CHICAGO.-Tyler Fixture Co. will 
be host to the Commercial Refrigera- 
tor Manufacturers Association for 
a two-day conference en current 
problems Dec. 4 and 5, at Niles, 
Mich., the CRMA announced recently. 

Feature of the occasion will be a 
tour of the entire Tyler plant. This 
tour is claimed to be unique in that 
CRMA believes it is the only associa- 
tion sponsoring mass visits to its 
member plants, so that technical men 
can have an opportunity to observe 
and study a competing organization's 
production methods at close range. 

Such a tour was held only once 
before in 1948, but Paul Sullivan, 
executive secretary of the associa- 
tion, indicates that the idea may 
become a regular biennial feature of 
the association's activities. 


100 EXPECTED TO ATTEND 


Nearly 100 members, representing 
firms said to account for more than 
85% of the total output of refrig- 
erated food equipment for commer- 
cial, industrial, and scientific use, 
are expected to attend. 

The assemblage will gather in the 
auditorium of the new Tyler sales 
display addition to the plant on Lake 
St., at 9 am., Dec. 4. 

After a welcoming address by 
Robert L. Tyler, president of the 
host company, with responding re- 
marks by Millard Mayer, head of 
Koch Refrigerators, Inc. of North 
Kansas City, Mo. and president of 
the association, the group will be 
divided into parties of eight 

With a member of the Tyler staff 
as monitor, each will begin the tour 
of all Tyler departments at 10 min- 
ute intervals. The last party will com- 
plete its tour shortly before noon. 


PRODUCTION CONFERENCE 
SET FOR AFTERNOON 


A production conference will be 
held in the afternoon, going into all 
phases of commercial refrigerator 
production. 

J. H. Coolidge, president of Sherer- 
Gillett Co. of Marshall, Mich. will 
preside. He will be assisted by J. W. 
Krall of Tyler; William Cavanaugh 
of Piggly Wiggly Corp. of Jackson, 
Tenn.; and W. H. Grant of Hussmann 
Refrigerator Co. of St. Louis. 

A banquet at the Pickwick Club 
will be held ih the evening. 

At 9:15 Friday morning, the as- 
sociation will convene in the Pick- 
wick Club for a business session de- 
voted to management, sales, and dis- 
tribution problems. The meeting is 
expected to adjourn in the late after- 
noon. 

The Four Flags hotel will be head- 
quarters for the visitors during their 
stay in Niles, with a portion of the 
delegation staying at the KenRon. 


MAGIC CHEF room cooler. 


Magic Chef-- 


(Concluded from Page 1, Column 2) 
are new additions, supplementing the 
%-ton conditioner which the firm has 
marketed since 1951. 

Next year’s units are said to be 
completely new in design and operat- 
ing features. Controls are concealed 
but conveniently accessible, while fil- 
ter area and cool-air output have 
been increased for greater efficiency 
Prices are not yet available, but Ed- 
wards says they will be competitive. 

Style-wise, the line will feature 
“Color Harmony,” a choice of differ- 
ent accessory colors contrasting with 
the neutral tan cabinet, and match- 
ing room or office furnishings. The 
removable and adjustable air-flow 
grille will come in four shades: green, 
rose, tan, and cream. 

In addition to full color literature, 
now on the press, Magic Chef air 
conditioner dealers will be aided by 
co-op advertising, newspaper mats, 
radio spots, and assorted promotional! 
material 


Long Island Builders - - 


(Concluded from Page 1, Column $3) 


repeatedly is that a cooling unit must 
be of the correct capacity. One that 
is too large or too small is uneconomi- 
cal and unsatisfactory in operation, 
it was stated. 

“The idea of the exhibition was con- 
ceived,” said Clifton W. Rand, head 
of the Program Committee of the 
Long Istand Home Builders Institute, 
“because builder and public interest 
in year-round air conditioning is 
mounting throughout the country. 
Since Long Island is one of the most 
active heme building areas in the 
country and has usually been consid- 
erably in advance in its thinking 
along home building lines, it was be- 
lieved the time has come to investi- 
gate every phase of air conditioning.” 


Nash-Kelvinator Dividend 


DETROIT Directors of Nash-Kel- 
vinator Corp. have declared a quar- 
terly dividend of 50 cents per share 
on outstanding capital stock, payable 
Dec. 26 to stockholders of record 
Dec. 5. 


© Sizes: 3, 4,6,8,10,12 
can and up to 20 can, 
order 


YOU CAN'T BEAT 
THE VICTOR 


PRODUCTS CORPORATION 
HAGERSTOWN, MARYLAND 
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Philco Mailing Seeks 
Off-Season A. C. Sales 


PHILADELPHIA More than 
2,000,000 folders have been mailed to 
hotel managers, motel operators, 
doctors, chemists, and laboratories by 
Philco Corp. informing these people 
that Philco air conditioners are avail- 
able for installation during the off- 
season, Jack Cherry, sales manager 
of Philco’s air conditioning division, 
announced recently. 

The mailing piece featured Philco's 
new \-ton model S0JL with a sug- 
gested list price of $399.95. 

A letter from Cherry, printed on 
the inside of the folder, pointed out, 
“The people whom you serve in your 
business or profession demand com- 


fort climatic comfort-——all year- 
round. Last summer's heat wave 
proved beyond doubt that if any 


business or profession is to achieve 
volume during the hot season, its cus- 
tomers must be made comfortable 
Urging the reader to seek more 
information on the Philco room cool- 
er from their Philco distributor, the 
folder contained a return postcard 
addressed to the distributor. 


National Tea To Shift 
To Self-Service Program 


CHICAGO--National Tea Co. plans 
to switch to self-service selling of 
meats, fresh fruits, and vegetables 
under a program aimed at expanding 
and improving food sections in its 
stores, according to Harley V. Mc- 
Namara, president. 

The company also intends to in- 
crease sales of bakery goods and ex- 
pand delicatessen and dietetic foods 
departments, McNamara told 
Chicago Federated Advertising Club 


the | 


McNamara pointed out that it will | 


cost the 
store to convert to self-service meats. 
The chain launched an extensive 
store rehabilitation and _ relocation 
program when McNamara became 
president in 1945. Since then, 420 
stores in the Chicago-branch area 
have been closed and 26 supermar- 
kets are now under construction. 
National Tea is currently operating 
785 stores whose total daily volume 
averages more than $1,000,000. 
McNamara told his audience that 
an investment of about $200,000 is 
required to open the average super- 
market today. He noted that frozen 
food equipment runs around $4,200. 


Frary Represents Ideal and 
Elliott-Williams In East 


WATERTOWN, N. Y. —- Frederick 
H. Frary, with headquarters here, 
has been appointed manufacturer’s 
representative for the Elliott-Williams 
Co. of Indianapolis and the Ideal 
Cooler Co. of St. Louis in northern 
New York state and all of the New 
England states. 

Frary has been associated with the 
McCray Refrigerator Co. for 25 years 
as a distributor. 
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CLEANABLE 
WATER-COOLED 


CONDENSERS 


More Efficient Double-Tube 


Acceptance in the field is rapidly 
changing to “Demand” for these 
efficient, more economical Clean- 
able water-cooled Condensers. 
Owners and service men prefer 
the “new unit” efficiency that can 
always be maintained by a simple 
cleaning process. Brass headers, 
machined and brazed. 
Write for Catalog and Prices 
IN PRINCIPAL CITIES 


Halstead. & Mitchell 


BESSEMER BLDG. PITTSBURGH 22, PA. 


company about $4,000 a | 
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Supermarket Operators Advised To Supply 


Quantity Frozen Food Orders for Freezers 


BALTIMORE.Supermarket opera- 
tors should not underestimate the 
freezer-food business but should get 
ready for it because the plan will 
continue to spread, in the opinion of 
Alan R. Kiompus of Fairfax Food 
Town Stores, Washington. 

Speaking at the eastern regional 
meeting on meats sponsored by the 
Super Market Institute, Klompus and 
Sam Aidelman, president of Good 
Deal Super Market, Irvington, N. J. 
argued the cases for and against 
supermarket participation in freezer- 
food plans. 

Fairfax has a separate operation 
for supplying frozen foods to home 
freezer owners. Its freezer-owner 
mailing list is now “comparable to a 
$3 million annual meat volume,” ac- 
cording to Klompus. 

Klompus said Fairfax officials “do 
not feel that competitive advertising 
against freezer plans has in any way 
affected the potential sales of honest 
selling and financing of freezer plans. 

“Psychologically, the attacks are 
telling Mrs. Consumer she has done 
wrong, and you tell a woman she has 
done wrong and she will go to no 
end to prove she is right.” 

On the other hand, Aidelman main- 
tained that supermarkets could de- 
feat freezer-food plans in their com- 


munities with the “knockout punch” 
of true facts in their advertising 
His store has been aggressively com- 
batting these plans. 

Attacking savings claims made by 
plan operators, he warned the super- 
market men that “your customer 
now questions your meat ads each 
week which claim a saving on meat.” 

Aidelman pointed out that “we are 
not out for anybody's throat; we 
just like honest business.” 

Klompus said five rules are ob- 
served by Fairfax in operating its 
freezer supply service: Don't use the 


word “wholesale”; don't use a fixed 
percentage in advertising savings; 
have the customer place all food 


orders directly with the firm; make 
no charges except regular finance 
costs; and “we reserve the right to 
refuse delivery if any infractions of 
our agreement are made” 


Key Motel Air Conditioned 


MARATHON SHORES, Fla.--F. P. 
Sadowski, developer of Marathon 
Shores, announced recently that work 
has started on air conditioning all 
125 units of his Key Motel. He said 
cost of the project would run about 
$25,000 
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Air Return Tunnel Simplifies Installation, 


Maintenance of Cooling and Refrigeration 


WICHITA, Kans Unusual ar- 
rangement for return air in the air 
conditioning system for the No. 4 
store in the Dillon supermarket chain 
here also simplified the installation 
and maintenance of refrigerant, elec- 
trical, water, and drain lines serving 
the numerous pieces of open dis- 
play cases and other fixtures 

A’ tunnel approximately 3 ft 
square runs beneath the forward 
sales area of the market at the side 
walls and at the front. Rear section 
of the tunnel is the full height of 
the basement under the back section 
of the store. All the refrigerant and 
drain lines, etc. run through the tun- 
nel to the cases. 

Return air is pulled back through 
the tunnel after having been picked 
up by intakes at floor level. Con- 
nected to the return air tunnel is also 
an outside air inlet. An automatical- 
ly controlled damper admits outside 
air to the system, primarily to pre- 
vent the accumulation of odors in the 
market. 

Summer air conditioning is pro- 
vided by 58° F. well water coils, and 
during the winter hot water is piped 
to the same coils from an American 
Radiator gas-fired hot water heater 
A smaller hot water heater of the 


same make and type supplies heat 
for the snow-melting coils buried in 


If 


vith ALCO SUCTION PRESSURE REGULATORS 
Types 771-772 


When you find a motor that’s running hot or 
overloaded because of: 


@ high starting loads 

@ surges in suction pressure due to load change 

@ high suction pressure caused by hot gas defrost 
©@ low voltage and high pressures 


.-. install an Alco Suction Pressure Regulator in the 


the sidewalks and part of the park- 
ing lot 


Fans, filters, and coils for the 
year-round air conditioning svstem 
are located in the basement close to 


the tunnel. The two hot water heat- 
ers are in a nearby room 


Also near the air conditioning 
equipment in the basement are the 
11 Mills water-cooled condensing 
units which serve 80 ft. of Hussmann 
open meat cases, 30 ft. of open 
Weber dairy cases, 32 ft. of open 


Weber frozen food cases, and 40 ft 
of Viking produce cases in addition 
to walk-in coolers for meat and pro- 
duce 

A Governair unit provides air con- 
ditioning for the pre-packaged meat 
cutting and wrapping room 


Air Cooled Construction Shack 


NEW YORK CITY“In Miami 
Beach, which occasionally can give 
some pointers to Hollywood, the 
workmen's construction shack on 
the grounds of the new multi-mil- 
lion dollar Algiers hotel is air con- 
ditioned and padded with wall-to- 
wall carpeting,” reports Danton 
Walker, syndicated columnist writ- 
ing in the New York Daily News 


suction line to reduce the suction pressure in the compressor, 


771-772 Suction Pressure Regulators automatically 


provide protection against overload for electric 


or gasoline motors on any system. 


Also available with 


% SAE. 


connections. 


a ond M 
of Thermostatic Expansion 
Valves; Evoporator Pressure 
Regulators; Solenoid Valves, 
Floot Volves; Float Switches 


853 KINGSLAND AVE. « ST. LOUIS 5, 


ALCO VALVE co. 
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INSIDE DOPE 


by GEORGE F. T (UBENECK 


“op, 


4 


‘oncluded from Page 1 
their enterprises 


They feel free to 


Column 1 
t of 


ailnyed 


have heer 
work again 

You can 
will 
fia 


bet that private enterprise 


bloom and ae Wt haart 
With few ex 


wih 


burger" 


many many years 
ceptions 


ving 
ern with 


mainly people are 


on wear bu one) subecrib 


whor talked recently 


oe preparing to epend and reertver 


trates 


They 


before 


onfident 


than ever 


are jutdlantl, 


the Long Night Ends 


In a Sunrise 
During the last 2) years business 
on have hated and Teared Washing 
ton Now, they fondiy believe, Wash 
wtion may be friepdly to business 
rather than an avowed enemy 


Inatead of 


vith Gevernment of 


refusing (o cooperate 


any basis except 


force, business braing now are ready 


t enlist willingly in the cause of 
Hanity and Peace Aga doen't discount 
those “Wusiness braigs They are the 
hewt we have ; 

Moreover, our suibecribers have 
faith that Eisenhower and a Kepub 
tiean Congress will work assiduously 
to eut the cancerg of waste and 


graft out of Federal apending Hence 
lower taxes ard dett 
Its like « breath 


f fresh air, after 


MUELLER BRASS C 
| REFRIGERATION 


a 


AIR CONDITIONING & REFRIGERATION NEWS, 


cons of suffocating nights in « amelly 
doghouse We can relax a« bit now 

physically, and 
worrying about 
Washington 


hit us below 


mentally monetarily 
how and 
bureaucrats will 


the belt tomorrow 


without 
where 

lnacriminatory tax structures, un 
kan 
coddling 
Communists 
political hazing of 
spreading of the “work 
philosophy all 
attitudes which 
have dammed up the go-ahead Spirit 
f Free Enterprise no longer 
should stymie us (We hope’) 
honest citizen with 
can eriticize government fool- 

without having his back in 
tax returns revalued punitively 
it ia expected 


fair kowtowing to labor bosses 
gare for 
of Borcialiata 

planned 


courts business 
and 
inflation 
management 
lene 


steal more 


these un-American 


Moreover, an 
braine 
iahness 


come 


Onee again creative and extra- 
hard-working men and women can 
assume that they will be rewarded 


and honored instead of being robbed 


and castigated as “enemies of the 
State 

Once again (and let us repeat that 
word “once for this may be our 
last chance) businessmen can prove 
that «a RKepublican Administration 
lant synonymous with a depression 

We have the ball now. Lat's not 
fumble it Instead, let's carry it 
faster and farther to an avalanche 


of touchdowns!’ 

We businesamen have two private 
jobs 

(1) To inerease consumer spending 
for our products and services 

(2) To educate voters as to the 
merits of Free Enterprise. (The Eis- 
enhower victory didn't do this auto- 
matically rather, it protest 
against Korea and corruption.) 

Fisenhower ia committed to cutting 


war a 


government expenditures and lower- 
ing taxes. This policy will make a 
sounder dollar, and leave more “take 
home” money in paychecks 

Businessmen should and do rejoice 
at thie attitude However, they won't 
make it pay off by sitting on their 
fat cans. They'll have to go out and 
sell 


If they don't realize the implica- 
tions of thew duties on this score, 
and capitalize this opportunity, in 


1956 voters may think “it's time for 
a change’ again. back toward ex- 
travagance, controls, and Socialism 

Selling and advertising and edu- 
cating on a much larger scale—will 
insure the continuation of the “busi- 
nesamens victory 

We can't depend on somebody else 
to carry the ball. All of us must help 
continue the job of educating the 
people 


Quotes of the Week 


Of every 10 persons who speak 
about you, nine will say something 
bad and the 10th will say something 
good in a bad way Riwwarol 


“A bachelor girl can walk across 
a white rug without thinking of a 
washing machine.” -MARCELENE Cox 


“A man's enemies seldom bother to 
kick him when he's down. They stand 
aside and let his friends do it.” 
Kalends 


“Criticism is our only unrationed 
luxury in Israel.’ ABBA EBeN, Israel 
Ambassador to the U. 8 


Few people do business well who 
do nothing else”. Lorp CHESTER- 
FIELD 


@ You dealers, engineers and contractors can be sure that every member of the 


iQuio 
INOICATORS 


MUELLER BRASS CO. 


Experienced sales and field 
moke the best p bi 


Performance-proved Mueller Brass Co. products ore a 


Mueller Brass Co. family of refrigeration valves, driers, fittings, and accessories will 
help guorantee the efficiency and long life of every installation. 


lable in an 


FITTINGS 


Co 
LINE rete 


engineers are at your service 


PORT HURON 


lly wide 


range of sizes and styles. You can get everything you need for practically every 
job from your nearest refrigeration wholesaler 


to help you sell and 


DRIERS AND 
FATERS 


STREAMLINE refrigeration 
products are individually 
end multiple packaged in 
sturdy dustproof cartons 
ter complete protection. 


Write for free cotaleg 8.152 
descr the Mueller Bross 

line of STREAM. 
Werothon products 


10, MICHIGAN 


EXTERIOR of display booth set up by Victor distributor at international Plowing Motch, 


Carp, Conedo 


insteod of conventional tent, 


woll and door sections of walk-in cooler 


formed the enclosure. 


INTERIOR § wolls 


were lined 


with Victor equipment of special 


interest to farmers. 


of booth wos left open. 


Display Booth Built from Walk-In Walls 


Used Instead of Conventional 
Tent at Farmer's Exposition 


CARP, Ont., Can. 
national Plowing Match was held 
here recently for contestants from 
all parts of the British Empire and 
the United States, numerous booths 
featuring various types of equipment 
were set up in the open air to inter- 


When the Inter- 


} est the thousands of spectators. 


Credit for the most unusual booth 
went to Bond Refrigeration Indus- 
tries, Ltd. of Winchester, Ont., a dis- 
tributor for Victor Products Corp 

Instead of setting up the usual 
tent, the enterprising § distributor 
simply coupled several wall and door 
sections of a large Victor walk-in 
room to construct his booth. No at- 
tempt was made to provide a regular 
cooler floor or ceiling. Top of the 
booth, in fact, was simply left open. 

Inside the booth were displayed 
several models of Victor freezers and 
milk coolers, both products have spe- 
cial interest for the farm dweller. 

“The most important part to us is 
the fact that 4,000 people visited this 
display, going in the one door and 
out the other,” comments W. L. Cur- 
rie, chief sales engineer for Victor 

“It might also interest you to 
know that not one piece of equip- 
ment was returned to the dealer's 
warehouse, everything was sold.” 


Bank Appointed Buffalo 
Distributor for Freshmaster 


BUFFALO--Edwin H. Bank has 
been appointed Buffalo distributor 
for Freshmaster freezers, it was an- 
nounced by John Ross, president of 
Freshmaster Corp., New York City. 

Bank becomes the president of 
Freshmaster-Buffalo, Inc., with head- 
quarters at 1065 Main St. Thomas 
Burgio will serve as secretary and 
treasurer 

In connection with the new Fresh- 
master agency in Buffalo, an author- 
ized Freezer Owners Association 
food depot has also been set up to 
serve Buffalo and the surrounding 
towns. 


Bradrick Made Mig. Mgr. 
Of G-E Heat Pump Dept. 


BLOOMFIELD, N. J.-C. D. Brad- 
rick has been appointed manager of 
manufacturing of the General Elec- 
tric Co.'s Heat Pump Dept., reports 
H. M. Brundage, department general 
manager. 

Bradrick was formerly manager of 
industrial engineering for the manu- 
facturing department of the G-E Air 
Conditioning Div. He has been with 
the company since 1950. 


Buy 


Refrigerated Display Cases 


. 


... Celebrating 20 years of serving 


America’s finest 


food 


stores 
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Aemen Pemsbiee Sten Te 
Educate Dealer on Proper 
Wiring for Room Coolers 


WASHINGTON, D. C.--The room 
air conditioner industry will conduct 
a dealer-education program on proper 
installation of units, with particular 
emphasis on the need for adequate 
wiring, the Air Conditioning & Re- 
frigerating Machinery Association re- 
ports 

ACRMA said the program is aimed 
at minimizing the difficulty caused by 
buyers “plugging in” the unit on elec- 
trical circuits already overloaded by 
other electrical appliances or other- 
wise inadequate to deliver the needed 
power. 

First step in the program is a 
pamphlet called “Room Air Condi- 
tioners Are ‘Plug-In’ Appliances, 
But .. .” It was prepared by the 
association 

With brief text and in cartoon- 
style illustrations, the pamphlet out- 
lines the “why” and “how” of ade- 
quate wiring for room air condi- 
tioners and stresses the need for the 
dealer to work closely with local 
power companies and civic authori- 
ties 

Among other things, dealers are 
urged to: 

“1. Carefully follow the manufac- 
turer's installation instructions as to 
wiring, fusing, etc 

“2. Be sure the characteristics of 
the available electrical power (volt- 
age, alternating or direct current, 
phase, cycles) are suitable for the 
particular room air conditioner being 
installed. 

“3. Check the power supply. For 
satisfactory operation, the voltage 
supplied to the unit should be within 
10% of the name-plate voltage ... 

“4. Be sure the wiring to the unit 
is adequate. Wiring too small, or 
overloaded, is a potential fire hazard 

so make certain that the branch 
circuit serving the unit is properly 
sized. _ 

“Units under 4 hp. can usually be 
installed without difficulty on existing 
No. 14-gauge circuits; larger units 
almost always require heavier wir- 
ing (No. 12 gauge) or are applied 
on 230-volt circuits. 

“Never use ordinary household 
extension cords—the wire is too light. 
If an extension cord must be used, 
it should be of at least No. 14-gauge 
wire or larger, depending upon the 
requirements of the unit. The exten- 
sion should be as short as possible 
and have good connections.” 


Room Cooler, Automatic 
Washer, Dryer Sales Hit 


Sept. High In West Penn | 


PITTSBURGH~— New highs for any 
September on record were registered 
by room coolers, clothes dryers, and 
automatic washers in the southwest- 
ern Pennsylvania territory served by 
the West Penn Power Co. here. 

All other major appliances did not 
reach the volume levels they attained 
in September, 1951. 

Unit sales comparisons are as fol- 


lows: 
Sept. Sept. 
Appliance 1951 1952 
Refrigerators . 1,606 1,348 
Freezers . 869 360 
Room Coolers ‘ 13 23 
Ranges . 882 780 
Garbage Disposers .. 51 24 
Dishwashers 59 46 
Clothes Dryers 342 467 
Ironers . 180 159 
Automatic Washers . 486 672 
Conventional Washers 1,280 1,262 
Vacuum Cleaners .. 680 476 
Water Heaters ...... 371 318 
New Oklahoma Dealer Converts 
5-Room House Into Showroom 
OKLAHOMA CITY — William D. 
Morris, former buyer-merchandiser 


for W. J. Pettee Co., has opened a 
retail appliance outlet in a converted 
five-room residence on N. Western 
Ave. here. 

The new store has three large dis- 
play and sales rooms and glass wall 
fronting on the heavily-traveled 
street. It includes a complete radio 
and TV service shop. 

In addition to major appliances and 
television and radio receivers, Morris 
handles electric housewares. 


WHO SAYS THERES 
NO SANTA CLAUS! 


LOOK WHAT Z 
MILWIN’S 


ARE DOING! 


ese 


“No Santa? Look at These 
Specials,’ Dealer Ad Says 


TORONTO, Ont., Can. — Milwin 
Radio & Appliances here got an early 
start on Christmas business during 
the first week of November when it 
staged a “Christmas Opportunity 
Gift Week.” 

The store featured specials on a 


wide variety of appliances and used 
heavy newspaper advertising and 
store display to promote the theme 
“Who says There's No Santa Claus! 
Look What Milwin’s Are Doing!” 

To help pull traffic, the store of- 
fered free Christmas place mats and 
balloons 


Room Cooler, TV Sales Under 
One Dept. at Horn & Cox, Inc. 


LOS ANGELES Under an organi- 
zational expansion program started 
by Horn & Cox, Inc., southern Cali- 
fornia appliance distributor, room air 
conditioner and television sales will 
be handled by one department. 

Ray Cox, president of the firm, 
said Manny Silver has been appointed 
to the newly created position of sales 
manager of the department. Silver 
was formerly key account television 
sales representative 

At the same time, Cox announced 
that Jack McEwan has been named 
to another new position, that of de- 
partment head coordinator covering 
activities pertaining to washers, tele- 
vision and radio, room air condi- 
tioners, and home freezers. 


SEVEN KEYS 


TOA 
NEW 


MARKET 
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DAYTON...B. W. Alvey, supervisor 
of Frigidaire’s water heater sales has 
been appointed manager of rural 

sales, appliance 
} sales department, 
it was announced 
recently by Harry 


J Miller, sales 
manager 
Alvey replaces 


James R. Cobb at 
the post. As an- 
nounced earlier 
this month, Cobb 
succeeded Fred M. 
Mitchell as man- 
; ager of home laun- 
dry sales. Mitchell, 
B. W. Alvey in turn, became 
manager of the Roanoke branch of 
the Frigidaire Sales Corp 
A veteran in the appliance sales 
field with 28 years of experience, 
Alvcy became associated with Frigid- 
aire in 1945 when he joined the range 
and waic: heater sales division, ac- 
cording to the announcement. 


Dunn, Seidel To Head 
RCA Estate Appliance 


NEW YORK CITY Election of 
Cecil M. Dunn as president and Rob- 
ert A. Seidel as chairman of the 
board of the new RCA Estate Appli- 
ance Corp. was announced by Frank 
M. Folsom, president of the Radio 
Corp. of America 

This announcement followed the ac- 
tion of stockholders of the Noma 
Electric Corp. approving the sale to 
RCA of Estate Stove Co. of Hamilton, 
Ohio , 

Estate Stove becomes a wholly- 
owned subsidiary of RCA 

Dunn was formerly president of 
Estate, and Seidel is a vice president 
of RCA 

Other newly-elected officers of RCA 
Estate Appliance Corp. are Gordon 
Kemp, vice president and treasurer; 
Elssworth Sims, vice president in 
charge of manufacturing; Loretta 
Welsh, secretary; Robert Ireland, 
comptroller; Robert Isinger, aasist- 
ant treasurer; and Margaret Steven- 
son, assistant secretary, according to 
the firm. 


Dealers everywhere are right on the door- 
step of big business. Just inside are some 
of the greatest sales and profit oppor- 
tunities ever offered to retailers. Virtually 
untouched, this market is ready to be 
opened by smart merchandisers. 


The right combination of keys—and 
you're in. 

RCA Room Air Conditioning has all the 
keys to make your entrance easy. Seven 


new models to fit every size room—every 
size budget—every dealer's needs. 


They're styled right, priced right and are 
right in every way to move fast in a fast 
moving market. And don’t forget, this 
market is new. People are just becoming 
conscious of the fact that an air conditioned 
room is as important as a well heated room! 


To make your sales job easier there is 
nothing like an accepted name in a new 


RCA VICTOR DIVISION 


RADIO CORPORATION OF AMERICA 


market. RCA has built consumer-confi- 
dence over a long period of years. With 
the RCA Service Company to provide 
installation and service, the purchaser has 
complete assurance of efficient operation 
.. . the dealer has the assurance of a clean 


sale and full profit. 


The keys will be ready soon—to open up 
a whole new field of sales and profits in 
room air conditioning for you in 1953. 


RCA Room Air Conditioners 
Ga 
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They'll Do b Evty Tie. oo he 


 Biscome DIONT SEEM TO TAKE IT But, EVER SINCE, HES BEEN 
Buscone WHEN HENRY FINALLY DID | | “THINKING UP WAYS' To GET His 
PRY A RAISE OUT OF HIM — ee ee 


(4a 


AND MAILED OUT’ TODAY! AFTER 
YOU FINISH WHAT you’RE 
DOING, OF COURSE ’ 


0 Ss 
« BAH 
= \ / : 
ied, RING FEATURES SYNDECA’ lee. WORLD RIGHTS 
—_— 


Have You READ ‘Peace and Progress’ Yet? 


>>> Oe O* Oe 


now « MIUTCHELL 


ROOM AIR CONDITIONER THAT 


(oak and Meats! 


; for those hot summer days 


MITCHELL now gives you the Weath'r-Dial, Ps 
Dyna-Hegt, Dyna-Cooling... all at no extra cost! ! CooL and HEAT - 
P : IS OBSOLETE! 1 
; \ only MITCHELL 
Mitchell sales beve pulled wey out in front of the pack, becouse the Mitchell ‘ does both with the a 
Reom A Conditions: is @ better product delivering more cooling the ex- . 


elusive feature: ore easy to demonstrate and sell customers con dial their 4 e , 
own personal «cathe, ~~ F 


MITCHELL MPG. CO., DEPT. AC-3 

2525 Clybourn Avenue, Chicago 14, lHlinois 

Rech ws detets ebowt he 1953 Hine of Mitchell Reem Air Con- 
Gittoners. Tell we bow to get @ Mitchell dealer franchise te sell the 
enty room oF (ond Homers Met BOM cool and heat with the Weeth + Diet 


— F 
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“| have always felt that whatever the Divine Providence permitted 
to occur | was not too proud to report. The people are not served 
by pussyfooting, or by that sort of journalism in which nobody will 
ask who is the editor of a paper or the writer of an article, and 
nobody will care.''—Charles A. Dana. 


Reasons for Optimism 


TOO MANY contractors, distributors, dealers, salesmen, and 
servicemen are alarmists nowadays. They are worried about a 
long-feared, possibly long-overdue “depression.” And they fear 
the implications of hugely expanded factories on their own rela- 
tively small business enterprises. 

“How can we sell all the stuff that will be forced on us?” 
they wail. 

Here's our answer: 


The big men who decide to build bigger factories, who ap- 
propriate immense funds for promotion and sales training, aren't 
stupid. On the contrary, they have felt the public pulse. 

Let’s take household refrigerators—the perennial BIG DOL- 
LAR product of our industry—as an example. Wiseacres are 
grumbling that “high saturation” (87%) will stick refrigerator 
sales into the doldrums. New homes and replacement business 
(totaling around 4,000,000 units per year) will constitute almost 
the entire market, they pessimize. But the pessimists overlook 
obsolescence. That’s a big word for the process of making owners 
dissatisfied with what they have. 

Neglected for many years, because consumer demand has 
taxed factory output, intriguing new devices for refrigerators will 
emerge from laboratories and “bust out all over.” Thereupon, 
the household refrigerator curve should rise again. Even though 
the old box is storing food satisfactorily, it will be out of date. 
And Mom will be unhappy until she has the latest “style” and 
newest gadgets. 

Another reason for optimism: 


Quietly and without much fanfare (except, we'd like to men- 
tion immodestly, for inspirational editorials in the NEws) home 
and farm freezers have acquired extraordinary stature recently. 

Last year they passed the traditional million-units mark (the 
point at which an appliance “arrives” in the Big Time), and 
from now on freezer sales should multiply considerably. There 
are enough of them in homes to start the Let’s-Keep-Up-With-the 
Joneses ball rolling. More advertising and promotion on freezers 
—which is planned by many firms—should help, also. 

Put Simple-Simon-fashion, home and farm freezer sales 
should near the 1,500,000 mark next year or the year afterward 
(1954). Within three years from now freezer sales could come 
close to 3,000,000 units . . . IF THEY ARE SOLD by trained and 
inspired SPECIALTY SALESMEN. 

And as for “packaged” air conditioning . . . room coolers, 
commercial installations, year-around home jobs . . . well, cus- 
tomers are ahead of sellers. THIS end of the refrigeration busi- 
ness is far and away in advance of retailing “savvy” (awareness 
of a suddenly arisen market potential by most dealers). With 
strong dealer backing air conditioners could become the biggest 
sellers in the whole refrigeration field. 

Final reason for optimism: During the depression of the 
1930's household refrigeration defied the trends. It boomed. Why? 
Because its leaders understood and practiced the art of specialty 
salesmanship. Those same leaders are ready to push refrigerators, 
freezers, and air conditioners again. 

The Golden Age of Refrigeration is near. Wholesalers and 
retailers who are content with dwindling sales -to static old 
markets, and with the replacement business, will fall behind 
the parade. 

Get into the act! Go out and sell freezers, air conditioners, 
and the bigger and better refrigerators! 
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Editor's Note: The following 
is the last instalment of an 
article which explains “How To 
Clean Extended Surface Coils.” 
It originally appeared in the 
Weather Magic publication of the 
Trane Co. and is reproduced 
with the latter's permission. The 
first instalment appeared in the 
Nov. 24 issue. 


When blowing or brushing fails to 
remove dirt accumulations as in the 
case of caked material on cooling 
coils, steam should be considered 
next. A steam hose with pressure 
above 20 Ibs. will usually remove 
caked dust. Grease, too, can usually 
be dissolved by steam. Steam should 
be applied from the leaving air side 
of the coil for best results. 

In particularly stubborn cases, es- 
pecially of grease, a cleaning solu- 
tion can be used with the steam. 

This combination of cleaner and 
steam can be applied directly to the 
coil with guns made especially for 


walk-in 
r doors 


4” offset 


iminates drilling 
door and possifie 
efrigeration. Alte 
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Trane Offers Suggestions on External 
Cleaning of Extended Surface Coils 


that purpose. These guns are de- 
signed in such a way that a vacuum 
is created in the head casting which 
results in the cleaning solution being 
drawn through a hose from an open 
drum and into the flow of steam. 
Valves are so arranged that the 
coil can first be cleaned with the mix- 
ture of steam and cleaner and thén 
rinsed with steam alone. Recom- 
mended steam pressure is between 30 
and 80 Ibs., with the higher pressure 
being more desirable because of the 
increased velocity of the steam. 


GUNS COME IN VARYING 
SIZES 


The guns come in various sizes. 
The model with the 3-ft. nozzle is 
recommended for larger coil cleaning. 
This model can be used with \%-in. 
id. steam hose when steam pressure 
is over 60 Ibs. Under 60 Ibs. \-in. 
i.d. hose should be used. The solution 
hose should be ‘,-in. id. 

A smaller model weighing about 2 


» Ibs. is made especially for cleaning « 


unit heater coils. It can be used with 
air or steam. Recommended steam 
pressures are 15 to 40 Ibs. and air 
pressures, 20 to 50 Ibs. In many in- 
stances, the steam can be secured 
from the lines of the heating system. 

The cleaning solution is held in a 
pail which can be hooked over a rung 
of a ladder. When low pressures are 
employed, the gun will not lift the 
solutions. In such instances the pail 
can be placed on top of the heater 
to provide gravity feed. 

The manufacturer of the gun 
recommends its Composition No. 20 
cleaner and says it will penetrate the 
heaviest grease, dirt, and lime de- 
posits. The cleaning material comes 
in powdered form and is used at a 
concentration of ‘4 to 1 oz. per gallon 
of water. It should be dissolved in 
44 the amount of water to be used. 
This water should be hct. Cold water 
to make up the balance is then added. 
Similar cleaners can be obtained 
from other manufacturers.’ 


DRAPE UNIT WITH CANVAS TO 
KEEP IT CLEAN 


Before the gun is used, a piece of 
light-weight canvas should be draped 
over the unit to catch the cleaning 
solution. The canvas which then will 
act as a wick may be led into a pan 
under the heater. If the electric motor 
is of open construction, it should be 
hooded to protect it from spray. The 
gun should be directed back and 
forth over the coil until all deposits 
are removed. In the event of extra 
heavy accumulation, preliminary 
brushing will speed the operation. If 
much loose dust and lint is present, 
the unit should first be blown out 
with compressed air. Cleaning should 
be done from both sides of the coil. 

Always rinse with steam alone. 
Should air be used instead of steam, 
the cleaner should be kept at 180°. 
Rinse with fresh water instead of 
steam. After cleaning, turn on fan 
to dry unit. 

With (ese ‘methods, a coil with a 


(NEW NEW @r0ee- Fee 


HEAVY-DUTY 
DRIER-FILTER 


Now 100% improved — and 100% 
foolproof with new fiberglas depth 
filter for increased filtering ca- 
pacity — and new MOLDED Rem- | 
cal Dryin agent for increased | 
moisture-absorbing capacity and 
improved efficiency. Also with 
silica gel. Capacities 1-1/2 thru 
Stons. Send for descriptive folder. 


face area of 8 to 10 sq. ft. can be 
cleaned in less than an hour 

Should chemical dust be present in 
the air, some means should be found 
to neutralize their effect and prevent 
corrosion. One well-known company 
regularly disconnects its coils and 
dips them into a mild acid bath, 
rinses them and reinstalis. This pro- 
cedure should be followed only in ex- 
treme cases and then only if the 
directions of the manufacturer are 
followed explicitly 

In many instances it becomes de- 
sirable to disconnect the coil com- 
pletely since cleaning on the job 
would not be expedient. In such cases 
the coils can be cleaned at a remote 
spot with the gun method outlined 
above, or the coil can be dipped in 
a higher concentration solution. For 
example, Composition No. 20 can be 
used 2 to 4 oz. per gallon with the 
solution maintained at 180° F. 


2 WAYS TO REMOVE PAINT 
FROM COILS 


Paint can be removed from coils 
in two ways—both with the coil de- 
tached. In the first, the coil is soaked 
as long as necessary in a heated 
solution of Stripper,t which is made 
up at a concentration of 4 to 6 oz. 
to the gallon. Always rinse after- 
wards with clean water. 

In an alternate method, a gun is 
fed by gravity from an overhead 
tank which contains an almost boil- 
ing solution of Stripper which has 
been made up at a concentration of 
8 oz. per gallon of water. This solu- 
tion is discharged from the gun at 
a rate of about 3 pints per minute. 
Steam is utilized at a pressure not 
greater than 5 Ibs. Under these con- 
ditions, a very wet boiling spray is 
discharged, and the operator keeps 


all surfaces to be stripped constantly 
wet with the solutions until complete 
paint removal is accomplished. 

Lint offers special problems in 
cleaning which sometimes can best 
be solved by preventive methods. 
Ordinarily, lint has a tendency to 
catch on the leading edges of the fins 
This can be prevented by ordering 
the coil special with hemmed fins 
To form hemmed fins, the leading 
edge is turned back on itself to pre- 
sent an extra smooth surface 

The wider the fin spacing, the less 
tendency for lint to collect. Extra 
wide fin spacing can be secured when 
the coil is ordered. Some coil users 
order an extra thick fin (.025) so 
that the coil can be raked regularly 
without damage. 

If coils are kept free of dust, dirt, 
and lint, the possibility of external 
corrosion is practically eliminated, 
unless the air is contaminated with 
corrosive elements. Long years of 
coil service have demonstrated that 
normal dirt accumulation is not actu- 
ally a corrosion problem. 


2 By Oakite Products, Inc. 22 Thames 
St.. New York 

3. For instance, Sunfiex Cleaner. Kinge- 
ton Chemical Co., Minneapolis. 

4. By Oakite Products, Inc. 


Cedar Rapids Sales Office 
Opened by American Brass 


NEW YORK CITY~—The American 
Brass Co. announced the opening of 
a new district sales office in Cedar 
Rapids, Iowa. John N. Allen, for- 
merly of the company’s Chicago sales 
staff, is district sales manager. 

The new office, located in the Mer- 
chants National Bank building, be- 
comes the 3ist on the company’s 
roster of district sales offices. 


OLD REFRIGERATORS ARE 
Death Traps For 
Little Children 


Have Yours Made Safe! 


Hf you heve an old refrigeretor sitting outiide, 
where children are playing—iet COZAD make 
it Safe. 


We will remove the latch FREE, 
and there will be no chance of chil- 
dren suffocating in tne box. 


JUST CALL 
Mi 3-8641 or Ojai 2246 


This Is Purely @ Public Service 


COZAD 


435 E. Main 906 E. Ojai Ave. 
VENTURA OJAI 


FAVORABLE publicity and comment resulted 
trom this odvertisement which offered to 
moke old refrigerators sofe at no cost, oc 
cording to Cozed Refrigeration Service, 
Califernio firm. Unfevoreble publicity has 
often followed accidents leading to the death 
of small chidren who climbed inside abon- 
doned refrigerators to hide. Once the door 
is closed on them it is quite likely that no 
one discovers whet has happened until the 
child has suffocoted. Removal of locks con 
prevent this type of tragedy. 


T’S ALL IN THE HEAD 


the secret of No. 209 Universal 
Thermostatic Expansion Valve 


7 OUTSTANDING FEATURES 


Unique pressure. 
limiting mechsniem 
with adjustable range 
of © to 55 Ibe. 


If pressure rises 
beyond normal, valve 
throttles automatically 
holding pressure to 
pre-set limit and 
preventing moter 
ove 


Easily accessible 
superheat edjustment 
covers entire 

normal operating 
range. Maintains 
close superheat 
control at any 
operating 


MDs 


REMCO INCORPORATED 


ZELIENOPLE, PA 


temperature. 


Clearly marked 
edjusting knob for 
quick, accurate pressure 

limit adjustment. 

Motsture-proof cap 
covers adjusting knob. 


When overload 
condition passes, 
A-P liquid charged 
power clement 


operation is not 
desired. 


DEPENDABLE 


Controls 


Yes, the A-P No. 209 is the ideal, all-purpose thermostatic 


ambient temperature . . 
superheat, too. 


freumes 


trouble-free service. 


expansion valve. One easy-to-dial adjustment on the valve head 
provides complete, precise pressure-limit control. A valve you 
can use at any pressure limit . . 


. in any position... in any 


. on any application, Adjusts for any 


Think of the time-, labor- and money-saving advantages of 
this unique valve. Use it on original equipment or for replace- 
ment service. You can’t beat its practical adaptability and 


... rugged forged brass 


body, liquid-charged power element, stainless steel needle, seat 
and springs. You'll see substantial reasons for the outstanding 


A-P refrigeration valves last for years of economical, 


conta ont economy on any job. 
Heavy forged maintains 7 its Ge : ‘ 
lechpeests Gaby normal Examine its unique construction 
Superhard operation. 
stainless 
valve 
needle, , ; 
— wy Anno reputation that A-P has built for quality merchandise. 
seat and regular thermostatic ) 
springs for trouble- expansion valve when 
free service. pressure limiting 


A-P CONTROLS CORPORATION 


{formerly Avtometic Products Company! 
2460 N. 32nd Street * Milwaukee 45, Wis. 
te Canada: A-P Controls Corporation Led., Cookeville, Ont. 


Stocked and Sold By Good Refrigeration Wholesalers Everywhere © Recommended and Installed By Leading Refrigeration Service Engineers 
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‘Voice of of E Experience’ 


Direct Mail Advertising Needs Brevity, 
Intriguing Gimmicks To Assure Results 


mail ad 
bust 


INDIANAVOLIS Lireect 
vertioing i# bread and butter 
news to W i Finney 


mmerctal 


who operates 


a one-man refrigeration 


distributoran:p her 

And yet, although he has been 
puceensfully using }t in a very indi 
vidualiatic, attentiay compelling style 


for a number of years, he comes to 
thie conclumon 
in mail advertising by 


succeemn 


Eexperien:« 
no means guarantees future 
nay increas 
copy, but there is 

pdout it. Each ef 
ity own. No one can 
beings who re 


‘ful matiings It one's 
facility to 
nothing scter tithe 
fort goer out on 
tell how the humgn 
ceive them will reget 


write 


Bome salics,” hy says, “have been 
made from pieces which the prospect 
-has had in his pssension for eight 
or 10 montie A varity to be sure 
but it happens ‘ 


SOME ADS GST NO REPLY 


Om the other and we have had 
mailings approximately $200 in 
from which we did not re 
prpsteard reply This 
from further effort 
We have reason to%beheve every mail 
ing aided us in paking sales Usau 
humdres: extra are run off 
which we use for envelope stuffers 


two 
Veatment 
cvive & Mitigle 


will not deter te 


ally a few 


until they are 
Finney's particu- 
mail pieces is 
page. A quick 
glance at it wiif show that they 
differ greatiy fran the run-of-the 
mine type of direst mail piece. And 


for a very good hanson 
Finney is « wall 


An example ot 
larly successful dprect 


reproduced won the 


operator. To 


5 
‘make his comparyy eny amalier, he 
would have to qué. Faced with some 
very stiff competion from larger 


/ commercial refrigeration firma, Fin- 
‘ney long ago dise,vered how to beat 
: that competition His method is 
’ wummed up in his statement of policy, 
; which goes as follows 

‘Our general policy is to carry a 
complete line of commercial and in- 
' dustrial refrigeration products, but 
to preas forward on those products 
‘with outstanding Deatures over com- 
petition which are easily and drama- 
‘tieally demonstradlie in a mailing 
piece.” , 

This is no always easy, he admits, 
but it has worked out well enough 
to earn him a good living better, at 
least, than the iwing he got some 
years ago when he ran «a larger firm 
- and tried to compete directly on com- 
: plete refrigeration,installations where 
i price, rather than equipment, domi- 
‘nated the negotiagions 


COMPETITION CAN'T SELL 
POR) LESS 


Examples of ipe type of equip- 
ment which Finjey pushes in his 
promotional pieces include the Ideal 
beet (he ‘vtresses larger ca- 
pacity in same width cabinet) 
Crystal Tipe ice machines (exclusive 


cooler 


shaped cubes) apd Governair pack 
aged air conditeming unite (with 
emphasia on patonted water saving 
feature ) 


The con peting salesman who fol- 


lows me into «@ splace of business, 
Finney argues, “may be a better 
saleaman than - am or sell for leas 
money. But the equipment he sells 
won't have the «ame advantages as 
mine and therefore there ian't a 
chance to cut my price.” 

Finney believes that an effective 
direct mail plece must be brief, 


MicroMorors 


74 different models in stock 


FACTORY oOleTRIgUTORS 
CYCLO-FREEZ CORP. 
MARVIN & fener” FEeRnetetas 


2120 S$. Lywdele, Dept. A, Mpls. 5, Mina. 


catchy, and easy to read or else it 
will go into the wastebasket un- 
read. Also believing that manufac- 


turers literature is fine for customers 
but too wordy and detailed for pros- 
pects, he composes his own ada 

I'm strictly a plagiariat,” Finney 
declares. “I read all the magazines, 
literature, and promotion that comes 
in over my desk. I clip anything that 
appeals to me and set it aside for 
future use 

What 1 want is something a fel- 
low will spend two or three minutes 


Lavipped with other 
AR nae eee eaten Seen 

ing packaging. Vinensions: Seed WF tang 
© 33" donp 2 72" high, pivs lege 
3490" with oye Per canticveus 


Lenten eee tem 


REFRIGERATED P. 


reading. But first, you've got to use 
something that will catch his eye 
at once 

I try to make each letter different 
than the previous one. So I'm always 
looking for gimmicks that'll intrigue 
& man's curiosity enough to get him 
to read my message 

Finney always sends out his direct 
mail on his own stationery and over 


his own signature. And he always % e “t 
encloses a return postcard R 
When following up the returned ‘ = 
postcards, he tries to find out what CAME of eoneeet Gren 
particular feature of the mailing piece ; n mail wsed to promote sole 
caused the prospect to write in. With : of ideal Cooler Corp.'s 
this information he is armed with ~ Hy bottle beverage coolers 
more ammunition on just what to i ‘ 
use in further mailing pieces _ ow WV. & Reem, ot 
Obviously, running @ one-man busi- ~ eperates © ene-aen com- 
ness, he cannot handle all the details iy mercial distrisvtorship. 
of sending out direct mail himself 


What he does is to paste up a sample 
piece, showing just what he wants 
in it. He then turns this over to a 
printing firm, which prepares the 
piece and mails it for him to lists of 
prospects that he supplies 

While the piece shown here has 
produced good results for Finney, he 
still insists that there is no formula 
to writing an advertisement that will 
guarantee success. Each one depends 
on its own merits. 
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~ S Sue Rolling-Cold 
revolutionizes 
packaging 
of fresh 
meat! 


Gow ower $6 the usual cast! 


READ EVERY WORD of chic inportam 
announcenent—for Tyler's *o/ling-Cokd a 
the most drastic improremen: yet made ip 
the packaging of selfeervic: iresh qpeeg 
poultry, cheese und other peri: babbest 
With Relling-Coid gam Can —-~ packeme 
freak seat in nor mabtompe o: oe SON 


Saves time, space, expanse—preve ors 
bieediog cad deceriorstion.ef meat during 
packagiog process, for gest remains ic © <- 
frigersee! Trough if operator leaves, aod 
tempersore is oot subjecttp fectaatic:.. 

Bousts «ales t00—COROOEMEEE #88 pack »j:- 
ing Gpersson, coin Com@ee, Fegaio fer. 
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AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 1, 1952 


Good Dehumidifier Prospects 
10,000 Chinchilla Breeders In U.S. Are Vitally Concerned with Humidity, 
| Temperature Conditions as Only Dry Fur ls Marketable 


ROYAL OAK, Mich.—-A small port- 
t able type dehumidifier is just what 
@g the doctor ordered for Jonathan Mc- 
Math, steel construction sales engi- 
neer here, who breeds chinchillas as 

a hobby. 

McMath has a Carrier unit keep- 
ing the humidity as low as possible 
in the basement room of his house 
where his 13 chinchillas are penned. 
Lovingly fondling “Bill,” grandpa to 
most of the other chinchillas in the 
room, McMath explained why a de- 
humidifier is an important piece of 
equipment for the chinchilla breeder. 


SERVES 3 FUNCTIONS 


“A dehumidifier serves three func- 
tions,” he said. “First of all, it keeps 


% the animals’ fur fine and dry, giving 


it an added luster that increases its 
beauty. When there is too much 


By George M. Hanning 
moisture in the air, the hairs get 
matted and lose their sheen. 

“Secondly, it protects the stored 
straw and the food pellets for the 
animals, keeping them dry and free 
from mold. 

“Thirdly, it keeps the straw and 
wire mesh in the pens free from ac- 
cumulated moisture. Moisture in the 
straw would allow disease carrying 
fungus to grow in the cages and 
moisture on the mesh would mat and 
mark the animals’ fur.” 


McMath explained that he does not 
try to maintain any rigid humidity 
conditions——just keep the humidity as 
low as possible. He said he has had 
his dehumidifier through two sum- 
mers now. He turns on the unit in 
April and lets it run continuously 
through the summer. Then in the 
fall, when the humidity is normally 


below 50% here, he turns it off and 
runs the unit only during damp 
weather. 


PULIS 3 TO 4 QUARTS DAILY 


Generally, he said, the unit will 
pull three or four quarts of water 
out of the air a day. The pail in the 
unit is emptied daily. 

The unit sits on the floor about 
half way along one wail of the room 
away from the pens. It is faced to- 
ward the wall, so that air currents 
generated by the unit do not blow 
directly on the pens. This also makes 
the pail easier to get at, McMath 
noted. 

McMath figures that chinchilla 
breeders would make a pretty good 
market for dehumidifiers. He says 
there are about 10,000 breeders 
throughout the country and 460 in 
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DEHUMIDIFIER (lower right corner) keeps basement dry for chinchillos roived by 
Jonathon McMath. McMoth is typicol of small breeders throughout the country. 


Michigan alone. About 99 out of 100 
of these are small breeders on a 


* 
} 


| of the squirrel-like animals. Though 


| them appear much larger. 


generations later, the tinge is gone 


| & commercially acceptable fur 


scale similar to his own, he estimates. 
McMath said that he started his 
hobby two years ago with three pairs 


they somewhat resemble a guinea pig 
with a squirrel tail in appearance, 
McMath said, the chinchilias actually 
have small bodies like a squirrel, but 
their fur is so long that it makes 


LONG TERM PROJECT 


Chinchillas can be bred at a maxi- 
mum of three times per year and 
have litters of up to four babies at a 
time, mostly only two. To have com- 
mercial value, the pelts must be a 
pearly blue-gray color. Many chin- 
chillas, however, have a brown or 
yellow tinge to their fur, which can 
be removed only by breeding those 
animals who are least tinged uniil, 


McMath points out that he has 
been at it for two years and figures 
that he will have to work for three 
or four more before he can develop 


“Anyone who thinks the chinchilla 
breeding business is a cinch is very 
much misinformed,” McMath main- 
tains. “It takes years of work to get 
quality furs and then, with a com- 
paratively slow reproduction rate, it 
takes a large number of animals to 
make a profitable business.” 

He explained that the chinchilla, 
a native of the South American 
Andes mountains, almost became ex- 
tinct during the early part of this 
century. An American got the idea 
that they could be raised successfully 
in this country and brought the first 
animals here in 1923. 

After many struggles to overcome 
the differences in climate, food, and 
other factors in the life of the ani- 
mals, chinchilla breeding began to 
catch hold. Now, McMath says, there 
are about 175,000 chinchillas in the 
country. But, he noted, in order to 
open up the chinchilla market and 
be able to serve the anticipated de- 
mand for the fur, there will have to 
be an annual crop of at least 2,000,- 
000 animals. 
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AIR CONDITIONING & REFRIGERATION NEWS, 


Residential Air Conditioning Simplified (1) 


Why Do People Buy Air Conditioning? What Are Technical Problems Faced 
By Home Builders, Contractors In This Relatively New, Booming Business? 


My Alwin BB. Newton, View President, 


Hesidential air condith ming has for 


years signified to many of us who 
heave been aee-ated in one way or 
another with thy «ir conditioning 


fell «a huge untapped market bigger 


than any other foreseeable market 
for our producta We have seen at 
least two instances when conditions 


“wened ripe for the beginning of 


large demands Howerve each time 
ly the past some condition has arisen 
hich postponed the widespread use 


residential ait conditioning 


First Attempts Unauccessfal 
In 1933 to 


tempts te 
equipment and apply it 
, the type then 
Then 


it in the 


103% severai serious at 


produce aeclf contained 
oO residences 

Drlt 
ipts did not re 


being were 


Atiated atten 
hoped-for widespread ar 


ceptance probably because of 


the existing 


partly 
conditions at 
people 
wufficientiy the 
in other 


cmtecetriie 
that time and partly 


experien ed 


bev ause 
had not 
benefita of al: conditioning 


places outaide the home 


Nevertheless, real estate boards 
sod some builders did carry on pro 
grame which more resi- 
dential air installations 


is generally 


resulted iw 
conditvoning 
around the country than 
recognized 
Again in 
programs 


1938: and 


were 


1040 several 
started By then 
poom air conditioners hed reached a 
production stage such that their coat 

the residential user proved inter 
companies pub- 
in the residen 
and self-contained 
available It i# hard to 


evting Beveral large 
livized research work 
tial field 
equipment 


treache 


guess how this program might have 


Gre making strong yo. premure tight joints 
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ost ly surprisingly bow 
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@ many of the 


gone in the 
expanmon 


absence of the building 
which exists today, but at 
rate it was terminated by the 
which started in 1941 

Today, for the third time the air 
conditioning industry is looking to 
the residential market. Furthermore 


any 
war 


there is great confidence that the 
demand stage for our products has 
arrived 


Conditions are vastly different than 
first, because of the tre- 
mendous building plans beth of the 


previously 


past few years and of the foresece- 
able future, second, because of the 
demands by mass builders that «a 


new and useful adjunct such as home 
air conditioning be widely and eco- 
available to attract new 
buyers for new homes, third, because 
owners of older homes want many 
of the same conveniences that are 
available as a built-in part of new 
homes, including the major appli 
and air conditioning and 
fourth, because of a greater acquaint- 
ance on the part of 
with the benefits of air 
in public buildings and at the office 
or plant, coupled with the beginnings 
of a better realization on the part of 
those who sell air conditioning of the 
many benefita to the homeowner he- 
aides comfort 


nomically 


ances 


homeowners 
conditioning 


Builders’, Consumers 
Vagasines Spur Interest 


The interest is so great that many 
builders magazines have devoted 
page upon page to air conditioning 
to help builders adopt their houses 
more easily to cooling Likewise, 
shelter-group magazines 
have acquainted Mr. and Mrs. Ameri- 
ca with the ease of installing equip- 
ment and the many benefits which 
from the new way of life that 

conditioned home introduces 
The financial magazines have now 
recognized this huge potential and 
are widely calling attention to the 
air conditioning field as the next 
great field of industrial expansion in 
the United States 

It is only natural that the 
of readers in whom a desire to have 
their homes is 
should look to 
to design and 
systems. Mass 
accustomed to making 
purchases of heating equip- 
and, therefore, they too have 
looked to the heating manufacturers 
for equipment and guidance 
pleting the comfort cycle 


come 
an air 


millions 


air conditioning in 
gradually awakened 
their heating 
install their 
builders are 


dealers 
cooling 


niase 


ment 


Heating Dealers, Mirs. 
Seek Simplified Units 
It is also, 


that 
furnaces 


therefore, quite natural 
manufacturers of boilers and 
have in turn come to air 
conditioning manufacturers to design 
and produce equipment of a nature 
simplifies the air conditioning 
installation and makes it much more 
I believe we will definite- 
heating equipment manu- 
and their distributing or- 
gunizations become a very important 
part of the air conditioning industry 

Many now outside the ante 


which 
economical 


ly see the 
facturers 


others 


TROUBLE-FREE 


" Aasennahanann Starters 


The Bulletin 709 solenoid starter is 
a favorite for air conditioning and 
retrigeration because it is good for 
millions of operations and does its job 
day in and day ovt without attention, 
The double break, silver alloy contacts 
never require maintenance. There is 
only one moving part—no trouble- 
making pins, pivots, hinges, or flexible 
conductors. Write for information. 
ALLEN-BRADLEY COMPANY 
1313 S. First St. 
Milwaukee 4, Wisconsin 
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“SOLENWID MOTOR CONTROL 


Engineering, Acme Industries, Ine. 


conditioning industry will be draati- 
cally affected. For example, our pub- 
lic utilities will find the air condition- 
ing load to have quite different char- 
acteristics in widespread residential 
usage than loads with which they 
are acquainted in other usages. They 
will find vastly increased demands on 
either generating or distribution 
equipment or perhaps on both 


Emphasis on Single Phase 


At present, most home air condi- 
tioning is done by single-phase equip- 
ment, both because residential areas 
are not often equipped for three- 
phase distribution, and because the 
rate structure of many utilities 
creates a penalty for the user of 
polyphase equipment, even though 
the air conditioning equipment itself 
might be considerably more efficient 
if used on three-phase instead of 
single-phase service 

I believe some of our Northern 
utilities would do well to study the 
manner in which the drastically in- 
creased load of air conditioning has 
been handled in some of the Southern 
areas where several thousand con- 
nections per season in integral horse- 
powers have occurred for the last 
two or three years 

Because we are dealing with 2, 3, 
or 5-hp. equipment in most residences, 
water-cooled air conditioning equip- 
ment is so far the most popular type 
Its space requirements are less, and 
it can therefore be readily located 
close by the associated heating equip- 
ment. Modern air conditioning equip- 
ment will tolerate leaving water 
temperatures in the range of 95° to 
105° F. and produce condensing tem- 
peratures 7° to 9° above the leaving 
water temperature. Thus, greater 
over-all economy can now be ob- 
tained than could a few years ago. 


Water Problems 


However, even if the large quanti- 
ties of water required are now con- 
sidered too costly, a relatively small 
degree of saturation of equipment 
may create insurmountable problems 
for existing water systems or exist- 
ing water disposal systems 

For example, in a city where aver- 
age main water temperature is 65°, 
a 3-hp. air conditioner operating 1,000 
hours would require 180,000 gals. of 
water per season, If the main temper- 
ature reaches 80°, the required water 
consumption for the same condensing 
temperature in the refrigeration 
equipment would be 360,000 gals. 

Water-saving devices such as cool- 
ing towers, are easily applied to 
water-cooled air conditioning equip- 
ment. The tower can be located either 
indoors or outdoors according to 
local custom and the design require- 
ments of the tower. Nowadays such 
towers are physically so small that 
they can be readily hidden behind 
shrubbery or located in the corner 
of a garage where their presence is 
not objectionable 


Value of Water Tower 


They reduce the water consump- 
tion to leas than 5% what it other- 
wise would be. Usually their use rep- 
resents an actual saving in operating 
cost in apite of the additional motor 
or motors which must be operated 

Fig. 1 shows a typical residential 
cooling tower of 3-hp. size and in 
Fig. 2 is a typical piping arrange- 
ment for such a tower 

We now find ourselves at the thres- 
hold of a tremendous expansion in 
a field related to older fields of air 
conditioning usage and yet in many 
ways quite different from them 
There are many questions which are 
being asked today and to a large de- 
gree the rate at which residential 
air conditioning becomes more widely 
used will depend upon obtaining the 


simplest, practical answers to these 
questions. Let us, therefore, con- 
sider some of these questions and 


suggest answers 

I am thinking of such questions as, 
what causes the homeowner to buy 
air conditioning either as an original 
part of his house or as a future 
modernization? What does the home- 
owner expect of his air conditioning’? 
How can we educate the public so 
that he can better appreciate what 
air conditioning can do for his entire 
family life? What type of equipment 
does the home builder want, and how 
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article. 
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The air conditioning industry is at the threshold of a tremen- 
dous boom—in the residential field. But this prospective boom in- 
volves problems of marketing, design, installation, and service. 

Some of the practical aspects of the technical problems in- 
volved are ably outlined in the accompanying article by Alwin B. 
Newton of Acme Industries, who presented this as a talk under 
the title of “Making Residential Air Conditioning Simpler” before 
a joint meeting of the Detroit and Western Michigan ASRE sec- 
tions at Jackson, Mich. recently. This is Part I of a two part 


does it compare with that which is 
now available’ 

What type of equipment does the 
dealer want who will add on the air 
conditioning system to an existing 
heating system, and how does it com- 
pare with that which is available? 
What are the simple economical 
things to consider in general residen- 
tial construction and heating plant 
design which make air conditioning 
easier to apply” How can air con- 
ditioning be most economically and 
satisfactorily sized for the residen- 
tial installation? What does the 
homeowner require as to control of 
his equipment? 

From discussions with those who 
have installed large quantities of re- 
sidential air conditioning in the 
Southwest and from discussions with 
owners on a house-to-house basis, it 
would appear that most people, who 
were the first in a given neighbor- 
hood to buy air conditioning, bought 
it for comfort reasons. 

Often the husband and perhaps 


CITY WATER SUPPLY —- 
NECTED IN ACCORDANC 
1TH LOCAL SAFETY CODES 


FIG. 2 shows typical piping qrvangement for ° 


cooling tower in idential air 
application. 


other members of the family work in 
an air conditioned building and par- 
ticularly in extremely hot spells the 
rest of the family may feel they 
would like the same benefits. Fur- 
thermore, the husband himself, hav- 
ing been in an air conditioned build- 
ing part of the day is easily sold on 
wanting the same comfort the rest 
of the 24 hours of the day 


More Than Comfort 


On the other hand, these same 
people soon learned other benefits of 
air conditioning one after another; 
and when we found purchasers who 
bought after experiencing a pleasant 
association with a neighbor's air con- 
ditioning installation, comfort seemed 
definitely to take a back seat as the 
reason for purchasing. A surprising 
number of people mentioned health 
and general well being of the family, 
and middle aged people frequently 
mentioned that a doctor had told 
them that a cooler environment was 
easier on the heart as well as being 
generally beneficial to them. 

Enough mentioned this point so 
that I wondered if a good selling 
phrase for home air conditioning 
might not be coined such as “Why 
not be comfortable,—-and live longer.” 


Owner Lists His Reasons 


Other typical reasons might be 
quoted as follows, “When we go away 
(Continued on next page) 


FIG. 1—Typicol cooling tower of 3-hp. size 
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Quality speaks a language every 

body understands. Wholesalers, 
dealers, and users alike know that 
the name Larkin means quality— 
of been materials, 
performance. 
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"AIR. CONDITIONING 
(Year-Round Residential) 


(Continued from preceding page) 
from the house, we know the win- 


dows are closed and we aren't 
worried about storms or other 
changes in the weather,” “With the 


windows down, it is a lot cleaner in 
the house and housework is a lot 
easier,” “It helps keep the family 
together in the hot weather,” “We 
enjoy our television with better com- 
fort than we would have in a 
theater,” “Since we have had air con- 
ditioning, we can have rugs on our 
floors for the first time since we moved 
so far South,” “It took air condition- 
ing to stop the noise from the trucks 
when they built the super highway 
near here,” “We don't spend nearly 
as much on movies, eating out, or 
vacations as we used to,” or “Air 
conditioning let us fit the house nicely 
to the shape of the lot without re- 
gard to the exposure of various 

These and many others are rea- 
sons that would apply almost any- 
where in the country, whereas we 
are prone to think that the comfort 
reason applies more in the South 
than it does in the North. 

Similar inquiries and observations 
to determine what comfort results 
were expected were quite enlighten- 
ing. For one thing, the theoretical 
80° and 50% humidity which has so 
long been the standard comfort point 
suggested by the industry and which 
may be acceptable in commercial 
buildings, just isn’t used in resi- 
dences. 


Manual Operation Costly 


Typically a user goes through the 
first season or some portion of it 
almost under manual operation. Per- 
haps he is unduly conscious of the 
cost of operating his equipment. He 
waits until he is uncomfortable, then 
sets his thermostat down and sets it 
up again when he feels comfortable. 
Soon, however, he realizes that he 
can allow the equipment to operate 
automatically and starts off with a 
setting of around 79° to 80°. Usually 
by the next season his thermostat 
setting has dropped to 76° or 77°. 

Users also show a surprising toler- 
ance to factors which require very 
close consideration in commercial 
occupancies. For example, a variation 
of temperature from room to room of 
3° to 4° is readily tolerated if the 
homeowner has first been made 
aware of the fact that it may exist. 
Thus, the question of rearranging air 
distribution systems to take care of 
the reversal of load in north and 


south rooms between heating and 
cooling seasons 


is pretty much a 


CONDENSERS 


Fan or gravity types... fin 
and tube brazed . . . plate type 
crimped ... clean... tight... 
standard or special to fit your 
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In one typical case, a dealer had 
installed a first-class air conditioning 
system of a well-known make, but 


won't poss over cooling coils in winter 


had made the mistake of guarantee- 
ing 80° and 50% relative humidity 
throughout the residence at a cer- 
tain outside weather condition. 
Hence, he alerted the owner to look- 
ing for this specific condition; and 
when he was unable to produce it, the 
owner felt something was wrong with 
the air conditioning equipment. 


Educate, Explain Fully 


A short explanation was made of 
how the conditions actually produced 
which ranged from 76 to 79° with 
humidity variance from 56% down 
to 48% were just as acceptable and 
after that explanation, the owner 
was completely happy. He would 
have been happy from the start if 
the explanation had been made 
earlier. 

The more we educate people along 
these lines, the larger the job which 
can be done by a given size air condi- 
tioning unit. The resulting longer 
hours of operation for a given total 
heat removal are a distinct benefit 
to the power company, and the over- 
all cost of the installation and its 
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in new building it does require co- 
ordination between the time when 
the heating contractor is on the job, 
the time when the electrical con- 
tractor is on the job, and the time 
when the plumber is on the job. All 
three services are needed to complete 
the all-year system. Furthermore, if 
a cooling tower is to be employed, 
it may be set at an entirely different 
time than the air conditioner and 
cause an additional visit on the part 
of the plumber and of the electrician. 


For these reasons, as well as for 
those mentioned above with regard 
to the cost and demand for water, 
air-cooled equipment is receiving 
an increasing amount of favorable 
attention. Some builders have actu- 
ally attempted to eliminate the water 
requirement by installing an air- 
cooled condensing unit outdoors or in 
the garage and running refrigerant 
lines into one or more coils in duct- 
work connected with the furnace. 
Schematically this is shown in Fig. 6 
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iG. 6—Remote instaliction of air-cooled 
condensing unit has been tried to cul woter 
cOMsumMption costs. 


However, it requires still another 
trade, namely the refrigeration trade, 
to be on the job and apparently the 
on-the-site labor of making such an 
installation has far exceeded in cost 
the figure that would have been ob- 
tainable with self-contained equip- 
ment, and therefore the expected 
gains did not exist 


(To Be Continued) 


| furnace directly on top of the air 


| blower for circulating the air. 


operation will be lower. 

Today a fairly large percentage of 
residential air conditioning installa- 
tions are installed by the builder at 
the time he builds the house. Here 
it is important that the cn-the-site 
costs of making the installation be 
held to a minimum. It is important 
that local financial regulations permit 
the air conditioning equipment to be 
considered part of the house in estab- 
lishing the amount for which a mort- 
gage can be written. 

It is important that operating costs 
can be fairly accurately estimated 
so that questions of eligibility under 
FHA can be readily determined. Au- 
tomatically these considerations make 
it imperative that suitably sized © 
equipment, not oversized equipment, 
be provided for a given installation. 


‘Add-On’ Units Popular 


Perhaps the most common type of 
equipment available today in the uni- 
tary type is that shown in Fig. 3. 
The air conditioner consists of the 
filters, cooling coil, compressor, and 
condensing drain. It is factory as- 
sembled and can readily be installed 
by the builder adjacent to his fur- | 
nace. A  lowboy-type. furnace is | 
shown, the solid line indicating the | 
type of installation which would be | 
used on a new job. Air passes | 
through the air conditioner in either 
summer or winter, being moved by | 
the furnace fan and is delivered to 
the usual duct distribution system. 

If the ducts run through air condi- 
tioned portions of the house, no in- 
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your Typhoon unit is ready to function. 
INEXPENSIVE TO OPERATE —Engi- 
neered to the point of greatest econ 
omy consistent with dependable per- 
formance. 

QUIET —Completely insulated heavy- 
gouge stee! cabinet and floating spring 
base assure whisper-quiet operation. 

A.G.A. APPROVED.Perfected, Tested 
and Factory-Guaranteed by Typhoon. 


TYPHOON............. INC., 794 Union Street, Brookiyn 15, N. Y. 


Specialists in Air Conditioning Since 1909. 


ONLY TYPHOON has aon all-copper 
condenser—it defies rust and corrosion, 
gives trouble-free service. 


ONLY TYPHOON is ao miracle of 
compactness—takes up less space than 
any other unit, can even fit into a 
standard closet! 


ONLY TYPHOON hos completely 
automatic changeover design—for 


With ONE CENTRAL UNIT 
gp Fully Automatic 
A TYPHOON 

mad FRANCHISE 


Mount Furnace on Top 
To Save Space 
Space is today at a premium in 


small houses, and hence it is some- 
times desirable to mount a highboy 


conditioner unit as shown in Fig. 5. 
In this case, it is very helpful if the 
air conditioning unit can include the 


The installation of any one of 
these units does not require a great | 
deal of refrigeration knowledge, but | 
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PAULSON ENGINEERING NOW OFFERS 


SALES AND RENTAL 
DISTRIBUTORSHIPS 
To Qualified Air Conditioning Dealers 


*KGreutest Profit Making Plan Ever Offered 


The Paulson Engineering Company, Inc., op- 
erators of the successful PAULSON RENTAL 
SYSTEM, is now setting up nationwide distribu- 
torships on exelusive licensee franchises. 


The Paulson Rental System Will Mean to You: 


You will purchase equipment at distributor, low-cost 
level. 


You will be able to lease this equipment with all fi- 
nancial arrangements handled by Paulson Engineer- 
ing Co., Ine. 


You will be able to set up a permanent high-profit, 
exclusive licensee operation that will increase your 
business potential every year. 


PAULSON RENTAL SYSTEM 
510 POYDRAS STREET 
NEW ORLEANS 5, LOUISIANA 


Please cond me complete details on Paulson's 
nationwide rental plan. 


MAME : 
FIRM : . ” 
r 
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city y STATE. 
———CLIP_ OUT —YOLD OVER ON THIS LINE — FASTEN (STAPLE, TAPE, GLUE) — MAL 


: FIRST CLASS 
, PERMIT No. 1806 
/ SEC. 34.9 

/ P.LaR 

$ NEW ORLEANS, 
2 LOUISIANA 


BUSINESS REPLY ENVELOPE 
No por las, stamp necessary if mailed in the United States 
POSTAGE WILL BE PAID BY 
Paulson Rental System 
510 Poydras Street 
New Orleans 5, Louisiana 
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When requesting further information on new 


- What's New 


products, please use “Information Center” form. 


Time Switch Will Skip Operation on Week-Ends 


——KEY NO. B-1210——— 


CHICAGO For control applica- 
tions where it is desired to skip op- 
erations of the time switch on Satur- 
days, Sundays, holidays, or other 
selected days the International 
Register Co. here has introduced the 

Inter-Matic Skipper” switch 

The Skipper has two dials--a time 
dial and a day dial. Small screws 
are inserted into the respective holes 
in the day dial for those days on 
which operation is to be skipped 

The “on” and “off” trippersa are 
set in the normal manner. Every 24 
hours a special “cutout” tripper 
rotates the day dial to the next day 
position 

The Skipper is made in eight 
models designed for various types of 
applications such as independent 
switching in controlling air condition- 
ing and heating systems, defrosting 
of commercial refrigeration equip- 
ment, control of pumps, blowers, 
motors, and fans, and for switching 
of low voltage thermostats 

For the various applications, the 
switches are available in either 35 
amperes, 125-volt types or 17.5 
amperes, 250-volt types. Prices range 
from $16.95 to $19.95 

The switch may be turned on or 
off manually whenever desired, ir- 
respective of the time settings, the 
manufacturer says 

Regardless of manual 
the time cycle is always 
automatically 


operation, 
resumed 


Minimum “on” and “off” timing 
is one hour. Maximum timing is 23 
hours. From one to 11 “on” and 


“off” operations a day may be ob- 
tained by using additional trippers 
No special dial is required for add- 
ing trippers. One set of trippers is 
furnished with each time switch 


Trippers are attached without remov- 
ing dial 

To set the time, the time dial is 
pulled forward and turned in either 
direction 
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———— KEY NO. 8-12 


NEW YORK CITY-A “Lowera- 
tor” dispenser chassis for operation 
in a refrigerated cabinet has been 
introduced by the American Machine 
& Foundry Co. here 

Combining refrigerated storage 
with automatic dispensing at counter 
level the chassis is made with or 
without a balcony. Both models are 
244 in. wide and 28 in. high. With- 
out the balcony, the chassis is 27', 
in. deep and with the balcony, which 
contains the evaporator, it is 35 in 
deep 

Both models have a storage area 
of 194 by 19% by 22 in 

The chassis has a hot-dipped gal- 
vanized frame and carrier and stain- 
less steel operating chain. It is also 
made with stainless steel frame, car- 
rier, operating chain, and spring, 
and bronze sprockets 

The recommended cooling method 
for the galvanized model is forced 
air unit to supply temperatures of 
38 to 45° F. for operation on 50 or 
60-cycle, 110-volt, a.c. The evaporator 
is to be mounted at one end, oppo- 
site the spring mechanism chamber, 
which is separated from the cooling 
chamber by a removable shield made 
of metal 


Inter Matic Skipper Switch 


The switch is housed in a drawn 
steel case measuring 7% in. high, 
5 in. wide, and 3 in. deep, and finished 
in light grey. A spring hasp holds 
the permanently hinged door closed 
A hole is provided in the hasp for 
a seal or lock 

A self-starting, slow speed, high 


torque, synchronous type _ Interna- 
tional timing motor is used. It is 
front mounted, fully enclosed, and 


permanently lubricated. A window in 
the motor cover permits observation 
of the rotor at all times 

Terminals are mounted on durable 
bakelite plate and are clearly marked 
Large terminal screws prevent strip- 
ping threads while large bus bars 
carry the current. Terminals are 
covered 

The switch may be installed either 
in or outdoors, but should be pro- 
tected from the weather by some ad- 
ditional housing if placed outdoors, 
the manufacturer said 

The unit is guaranteed for one year 
and carries Underwriters’ Labora- 
tories approval 


A ‘,-hp. compressor mounted re- 
mote is also recommended 

On the stainless steel model, the 
recommended cooling method is by 
coils or Dole plates at 0° F. tempera- 
ture 


CHOICE 


OF PORCELAIN OR 
STAINLESS STEEL EXTERIORS 
For fast, economical, uniform cooling you can't beat the new 
P-H Dry Beverage Cooler. in over 20 years of field testing the 
patented P-H forced updraft cooling system has been proved 
superior to any other type. Actually built to lost a “Lifetime” 
the exteriors of these attractive streamlined coolers are finished 
in block porcelain with 


Cross-Flow Condensers 


KEY NO. B-1212 


CHICAGO~-One of the latest ad- 
ditions to the line of condensers 
manufactured by Standard Refrigera- 
tion Co. here are 
the cross-flow shel! 
and coil condens- 
ers designed spe- 
cially for cabinet 
air conditioners 
and other installa- 
tions where space 
is limited 

“They are ex- 
tremely compact 
and small, the ver- 
tical 3-ton model 
being only 8% in. o.d. by 16 in. high.” 

The condensers are said to be fea- 
tured by “exceptionally low water 
pressure drop” and can be used either 
with city water or with cooling 
towers. They are available in capaci- 
ties from 1% tons through five tons 
and tested to 300 Ibs. pressure. 

Standard condensers may be had 
with ASME stamp and certificate 

In addition to cross-flow condens- 
ers, Standard makes a full line of 
shell and coil, shell and tube, and 
cleanable counterflow condensers 


r 
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Walton Producing New 
Table Model Humidifier 


KEY NO. B-1213———— 


IRVINGTON, N. J..-Walton Lab- 
oratories, Inc. here announces the 
production of a new residential 
table model humidifier named the 
Walton “Sherwood” table model. 

The Sherwood is said to evapo- 
rate into the air better than 3 gals. 
of water per 24-hour day, “enough 
to properly moisten the air of ap- 
proximately three or four average- 
sized rooms.” It can readily be used 
with any type of heating. 

This new model complements the 
line of Walton humidifiers which in- 
cludes other table models and auto- 
matic-controlled console models with 
a range of evaporating outputs of 
from 3 to 10 gals. per 24-hour day. 
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FAMOUS P-H 
DRY BEVERAGE COOLERS 


fainiess steel working surfaces . . . 
also lable with stoi 


50”, 6’, 8’ oF 10° models with bar tops if desired . . . 
both remote and self contained. 
SEE YOUR NEAREST P-4 DEALER... O8 BO adfe - 


PuFFER-HUBBARD Mee co. 


GRAND HAVEN, MICHIGAN 


REACH-IN, PASS-THRU and FLORIST CABI 
DOUGH RETARDERS— DAIRY-DELICAT 
AND DISPLAY CASES—WALK-IN CO 


steel exteriors. Your choice of 
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KEY NO. B-1214——— 


NORTH KANSAS CITY, Mo.--A 
new frozen food display case with 
“quick, automatic, electric  self- 
defrost" has been added to the line 
of Koch Refrigerators, Inc. here. 

This case, model 1510, is made in 
10-ft. units, and will line-up end-to- 
end for continuous frozen food dis- 
play. It also matches and lines up 


Solenoid Shut-Off Valve 


KEY NO. B-1215——— 


ORANGE, N. J..-Automatic Switch 
Co. here, designer and manufacturer 
of electro-magnetic controls, has 
placed on the market a “midget” 
solenoid shut-off valve with time de- 
lay mechanism which holds back the 
flow of liquid or gas through the 
valve for approximately 5‘, seconds 
after the solenoid becomes energized. 

This feature makes the valve par- 
ticularly useful in oil burner applica- 
tions where it is very desirable to 


———_ 


with other Koch self-service equip- 
ment. 

A “Salesmaker” display canopy 
with sliding plate glass mirror panels 
and fluorescent lighting is optional 

The new case has a capacity of 
approximately 1400 average-size 
frozen food packages. Twenty-three 
feet of sales space is visible and ac- 
cessible at the product line. 


Has Time-Delay Device. 


have instant combustion. 

The time delay mechanism holds 
back the flow of oil until a full 
stream of air, sufficient to make a 
perfect combustible mix is flowing 
through the burner. On subsequent 
stoppage and re-lighting, the delay 
gives sufficient time to purge the 
fire box of old fumes and smoke. 


The valve can be installed in any T 


position without affecting the time 
delay action. Shut-off is instantane- 
ous and positive. Over-all size, top to 
bottom, is 2'%, in. A similar 3-way 
valve with time delay feature is 
available. 

This time delay feature also makes 
the valve useful for machine and in- 
strument control where a timed de- 
lay in flow is desirable after the coil 
is energized. 

The valve has %-in. pipe connec- 
tion and \4,-in. port for pressures up 
to 150 Ibs. with 15 g.p.h. flow. Also 
available is a similar valve with \-in. 
pipe connection, \-in. port for pres- 
sures up to 125 Ibs., 40 g.p.h flow, 
and with a time delay of 6's seconds. 


Eniormation 


. Lodiien 


promptly. 


450 W. FORT ST. 


For more information on What's New products, 
current literature and catalogs available. equipment 
advertised in Am Conprrioninc & RerriceraTion News 
use Key Numbers where designated or specify products 
advertised and we'll see that you receive this information 
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Beautydryer Operates on Air Suction System 
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KEY NO. B-1216——— 


ERIE, Pa.--An electric automatic 
clothes dryer using the vacuum dry- 
ing principle has been introduced by 
the Odin Stove Mfg. Co. here 

Called the “Beautydryer,” the unit 
features a humidity-temperature con- 
trol that regulates the drying cycle 
according to the dryness of the 
clothes rather than a specific time 

The control dial is numbered from 
1 to 10. Set at No. 1, clothes are 
damp dried for ironing; at No. 10, 
they are completely dried for storage. 
The operator can set the timer for 
any desired stage of dryness between 
these two 

The manufacturer explained that 
the humidity-temperature control op- 
erates on the air sucked out of the 
drying cylinder. When this air gets 
drier in moisture content, it rises in 
temperature. When the temperature 
reaches 140° F. for damp dry or 
190° F. for complete dry, the thermo- 
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PRODUCTS 


onPoRation 
BIRMINGHAM, MICHIGAN 


stat shuts off the heating element. 
The drum continues to revolve for 
a short interval to provide a cooling 
period, after which the clothes may 
be comfortably handled 

The Beautydryer employs a vacu- 
um or suction air intake system. A 
fan at the rear of the dryer draws 
air into the machine and up to the 
top of the cylinder where it passes 
over the heating element. The air 
then goes into the revolving drum 
and out through the exhaust opening 
at the bottom, This fan draws 90 
ef.m. of heated air through the 
clothes, which the company claims, 
makes for fast drying 

Location of the “Sun-Are” heating 
element above the drum eliminates 
the possibility of scorching the 
clothes should the dryer stop, the 
company says. Clothes automatically 
drop to the bottom of the drum and 
away from the heating element 

The door to the dryer is 16 in. in 
diameter, opening on an 18 by 26-in 
cylinder 

The large lint trap is located at 
the bottom of the dryer and has a 
safety by-pass to prevent clogging 
of the fan 

A “View-A-Port,” on the left-hand 
side of the cabinet front opposite the 
control dial, allows the operator to 
see if the heating element is on and 
to check on when it goes off 

An automatic safety thermostat 
shuts off the heating element in the 
event of a failure of any operating 
part. When the safety thermostat 
cools, it automatically resets itself 

The cabinet of the Beautydryer 
measures 36 in. high, 30 in. wide, 
and 24% in. deep. 
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BUFFALO A “Therm-O-Dial” 
plug-in thermostat that makes any 
electric heater fully automatic has 
been introduced by the Titan Mfg 
Co., Inc. here 

A completely self-contained ther- 
mostatic unit, the heater plugs into 
the receptacle on the Therm-O-Dial, 
the dial is set, and the Therm-O-Dial 
is plugged in to an electrical outlet 

The Therm-O-Dial works like any 
central heating thermostat. It pre- 
vents the room from overheating, 
keeps a constant temperature for 
hours, or overnight 

The unit measures 4% by 2% by 
1 in. and weighs 1 Ib. Temperature 
range is from 35 to 96° F 

Suggested retail price is $6.95 
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DISTRIBUTOR INQUIRIES 
CORDIALLY INVITED 
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TEMPRITE PRODUCTS CORP. 

P.O. Box 72-A, East Maple Rd. 
Birminghom, Michigon 

([) Send me your complete line brochure 

0) 1 em interested in @ distribution franchise 
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Refrigeration Problems 


and their solution 


For Service and Installation Engineers 


by Paul Reed 


Refrigeration 
Of Egos 


Th mportal.« a the lowly egg 
4 staple ir ar det ie apt to be 
ut derestimated. - It 5° tne of the 
partners in the'team if that succulent 
and typically: Ame ‘mr favorite 
hem and-eggs whic the traveler 
‘a siwaye fal, back when unde 
hie oof wary of the restaurant « 
«4 to Witte 
Whether you prefer them sunny 
wide up or ove funy w dont ever 
liky them at all you eat lote of them 
If you were that nen exiatent “Aver 
‘me Americar you uld eat about 
fan ege @ day and thus be under 
er quota ahicl sme dieticians 
pi ecribe as one eye every day 
inlike the apph ve ome @ day 


b) 
hie not been recommended as keep 


ng the doctor awny, wut certainly it 
trpplies mann { the Stamina we re 
juire, and more food-value than its 
wt will provide in mat other foods 
Moreover, it in @ neeosmary inggredi 
er nm dozens of cookr4’ foods With 
4 akess paatry Allings 


lo seerte and tec 


creardse would be dif 
> 


a 


. 
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850 BTU’s to 
20,000 BT's Per Hour 


Write FOR 
BULLETIN C-192 


fieult, or at least disappointing humidity and circulation of air in 

And unless you live in the country which eggs are kept: also that eggs 
the probabilities are that refrigera will not be affected by odors, bac- 
tion has played an important part teria, and unsanitary conditions 
with the eggs you eat. Dried eggs Nothing is farther from the truth 
‘G. 1 Joe will remember them with The shell of the egg is porous; so 
out any fond memories) are widely the egg inside can readily lose mois- 
used in commercial cookery, but even ture to, or be contaminated by the 
they require refrigeration to prevent air around it. If we handle eggs in 
lowe of flavor and vitamin content the shell just about as carefully as 
and change in solubility we would if the shells were broken, 

So, as is true of practically all or as we would raw, fresh meat, we 
other perishable foods, eggs must be will not be far wrong 


stored under refrigeration if they are 
to be kept more than a few days. And 
like other 
the length of time eggs are to 


THE BGG ITSELF 


perishable In addition to variations in size 
eggs vary in flavor according to the 


again rromt 


founta 


be stored determines the tempera conditions in which the hen lives 
ture at which they are to be kept and the food she eats. Eggs from 
Be the heme er retell estabiich hens kept in unsanitary surroundings 


and fed scraps, are apt to be “strong” 


ments where they are to be used or 
with poor flavor even when fresh 
sold in a matter of a few days, eggs 
. . It must also be remembered that 
may be kept at 40° to 50° F. with tr t tself th I 
” ere “ e - 
out noticeable changes. For long : ee eee a 


ments of changes, both chemical and 
physiological. In temperatures above 
about 65 fertile eggs incubate to 
form the chicken. To date, the only 
known successful method of prevent- 
ing these changes is by refrigeration 


time storage, up to about six months 


ogee should be kept at 20° to 31° F 


SHELL DOES NOT SEAL 
ITS CONTENTS 


Since the egg has a hard protec : : Si 
tive ahell, we may make the mistake CLEANLINESS 
of assuming that this shell is im Dirty eggs or eggs that have been 
penetrable, and unaffected by the improperly washed, even though they 


URVETTE 


RAME 


i) 
i 


oe 


LOW BTU COST 


SAVES SPACE 


The unique designs take no storage space. 
Provides adequate head room. 


UNIFORM TEMPERATURES 


Uniform temperature is assured with radial 
air flow. 


NO RUSTING 


Casings are made of polished aluminum. 


appear clean, will deteriorate rapidly. 
Refrigeration will not prevent, but 
only retard the action of bacteria 
and the growth of moulds. Unclean 
eggs cannot be kept without de- 
terioration and loss of flavor, even if 
refrigerated, for more than a few 
weeks 

Cleanliness should be 
the cases 


extended to 
in which the eggs are 
stored. The fillers and separators in 
the cases should be clean, odorless, 
and preferably new. Eggs also absorb 
odors readily from other foods stored 
with them onions, for example 

In this connection, attention should 
be called to the condition that results 
from bringing cold eggs into warm, 
humid air. Since the cold eggs are 
below the dewpoint of the air, mois- 
ture will condense from the air on 
the eggs, that is, we say that they 
“sweat.” 

This wetness of the surface is an 


Thus, cooling 100 Ibs. of eggs from 
80° to 40° will involve the removal 
of 3,040 Btu. (40° * 100 Ibs. « 76). 


Even after they are down to tem- 
perature, eggs continue to throw off 
heat, known as the “heat of respira- 
tion.” At 40°, this amounts to about 
3% Btu. per pound per 24 hours; 
so 100 Ibs. of eggs at 40° will con- 
tinue to impose a load of 350 B.t.u. 
per 24 hours. 

Frozen eggs have a specific heat of 
40 Btu. per pound per degree F 
Thus, if 100 Ibs. of frozen eggs at 20 
must be cooled on down to -10°, the 
refrigeration equipment must remove 
1,200 Btu. (30° = 100 Ibs 40). 

The latent heat of freezing eggs is 
100 B.t.u. per pound. Thus, if 100 lbs 
of eggs at 80° are to be cooled, 
frozen and further cooled to -10°, the 
refrigeration equipment must remove 
15,508 B.t.u. 


Cooling 80° to 27° . 53° = 100 Ibs. x .76 Btu. 4,028 Btu 
Freezing at 27° ‘ one 100 Ibs. < 100 B.t.u. 10,000 B.t.u. 
Cooling 27° to -10° acantee 37° = 100 Ibs. = 40 Btu. 1,480 Btu 

Total — 15,508 B.t.u 


excellent place for the growth of 
moulds unless the eggs are used 
soon. Placing the eggs in a refrig- 
erator promptly will tend to evapo- 
rate the moisture and to retard 
mould growth 


HUMIDITY AND AIR 
CIRCULATION 


For short-time storage in the home 
and retail market, the humidity and 
air-circulation requirements are not 
so exacting, as the loss of weight 
of the eggs from dehydration is not 
critical 


For long-time or even wholesale 
storage, the cooler or room in which 
eggs are stored should be kept at 
relative humidities of about 85 to 
90%. Lower than 85° may cause 
noticeable loss of weight of the eggs; 
while humidities above 90° may re- 
sult in moisture formation and 
growth of moulds on the eggs. 


Air circulation should be positive 
but not pronounced, Air velocities 
about the same as for fresh meats 
will be sufficient for eggs in the 
shell 


FROZEN EGGS 

The popularity of frozen eggs in 
commercial cooking and baking has 
increased tremendously in recent 
years. The shells are of course broken 
and the eggs removed before they 
are frozen. Sometimes the whole egg 

the whites and yolks mixed, are 
frozen; but separate whites and yolks 
are also frozen. Frozen eggs or yolks 
or whites are usually packed in 10 
or 20-lb. cans 

Frozen eggs should be stored at 
approximately -10°, although freezer 
storage up to zero is also used, pro- 
vided the temperatures do not fluctu- 
ate 


LOAD FACTORS 
Eggs freeze at about 27° F.. so 
fresh eggs should be stored at tem- 
peratures not below 29° F. 
Fresh eggs have a specific heat of 
76 Btu. per pound per degree F 


Buy 
Bally 


Refrigerated Display 


New Plant Doubles Space 
For Cohn-Daniel of Dallas 


DALLAS Cohn-Daniel Corp., air 
conditioning equipment contracting 
and engineering firm, held open house 
recently at its new plant in the 
Trinity Industrial District 

According to Henry Cohn, presi- 
dent, the new 4,500-sq. ft. building 
gives the company twice the amount 


of floor space in its former quarters 


at 2712 Louise. The firm, operating in 


Dallas for six and one half years, has 


north central Texas as its sales ter- 
ritory. 


CHROME FURNITURE 
at LOW... LOW PRICES 


Booth Illustrated 


single $39.50 list 
double $59.50 list 
wall panel $22.00 list 
BIANCO manufactures quality 
chrome furniture at prices that 
command fast sales action. A 
complete line from deluxe to 
economy. Booths .. . settees 
. tables . . . wall panels. 
Upholstered in rugged Duran 
for long life. 


write for 


oe illustrated catalog 
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ST. LOUIS, MO. 


.-. Celebrating 20 years of serving 


America’s finest 


y= 


lia i At. 


food stores 


WALK-IN Cooler (illustrated) 
« « OME OF 62 MODELS AND SIZ 


write for catalog 
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INCREASED door shelf 
storoge space, including 
movided egg contorrer is 
feature of 1953 Hotpoint 
combination refrigerator 
freezers. There ore four 
door shelves for «moll 
items leaving sliding 
shelves in the fresh food 
comportment free for 
larger pockoges. 


Hotpoint Shows '53 Appliance Line - - 


(Concluded from Page 1, Column 5) 
will keep beverage temperatures an 
average of 5° colder than any previ- 
ous design. In 110° weather with a 
heavy food load and as many as 90 
door openings a day, temperature 
in the fresh food compartment re- 
mains at least 10° colder than any 
other units tested under similar con- 
ditions. 

“An automatic control arrange- 
ment which can be regulated by a 
single selector dial on the right wall 
of the fresh food compartment con- 
trols temperatures in both sections. 
It provides correct cooling for per- 
ishable foods and near-zero cold for 
long storage of frozen foods.” 

Highlighting the new line is a 
deluxe 2-door combination unit 
(EH110-6) that is said to give the 
user 11 cu. ft. of refrigerated space 
in almost the same floor area a pre- 
war 6-cu. ft. refrigerator required. 
The freezer compartment has 7 Ibs. 
more storage space for frozen foods 
than previous models. It is com- 


pletely insulated from the fresh food 
refrigerated on 


compartment and 


three sides. 


Another feature on the EH110-6 
is sliding aluminum shelves that 
slide out so the user can easily 
reach items stored anywhere in the 
refrigerator. These shelves may be 
adjusted in side brackets so large 
roasts, molded salads, or tall dessert 
dishes can easily be loaded or re- 
moved. 

Additional standard equipment on 
the combination includes a_ butter 
storage bin, and four aluminum 
door shelves with a molded aluminum 
shelf for egg storage. 

The other two new 1953 models 
(EG95-6 and EH95-6) are one-door 
combinations with separately insu- 
lated inner freezer doors. The semi- 
deluxe EG95-6 has plastic door 
shelves while the deluxe EH95-6 has 
several additional features that in- 
clude a_ thermostatically-controlled 
butter conditioner and four aluminum 
door shelves. 

John F. McDaniel, vice president 
of marketing, said the new room con- 
ditioner cools up to 500 sq. ft., and 
will exhaust stale room air at a rate 
of 200 cu. ft. per minute. An auto- 


matic thermostat regulates cooling 


IN THE SUN 


for you ond your family ct the Marine 
Terrace Hotel, conveniently locoted in 
the exclusive North Beach Section. Pri- 
vate Beach-Cabana Colony-Enclosed 


holiday . 


Terrace Deck « Air-Conditioned Dining ~ 
Room-Main Lounge-Friendly home-like Atmosphere. 
More than half of rooms air-conditioned + Attractive 


Rotes - 110 Rooms + Open All Yeor . . 


ded by bs 


. highly recom- 


s of the clergy, doctors, lawyers, 
bankers— people of distinction. 


Theres always its thats betfer...and in controls i Ranco! 


Ranco controls cut a fancy sales figure in the 
refrigeration industry — more Ranco controls are 
in use than any other kind! Why? Because 
Ranco controls are available for more than 4,000 
replacement installations . . 
mean greater customer satisfaction . 
servicemen can depend on them to deliver 
accurate, trouble-free service year after year. 


NEW CHROME-PLATED 

ond lock are highlight of Hotpoint freezer. 

Sqvore “H” medoilions slide to one side to 
walock freezer. 


combination handle 


operation and maintains desired room 
temperature selected by the user 


Permanent Filters In 
Room Coolers 


The Hotpoint room coolers are 
equipped with permanent air filters 
that can be cleaned and used again, 
McDaniel said. 

A new engineering principle re- 
lated to the exhaust mechanism is 
incorporated in the unit “to get 
variable speed operation without 
complicated controls,” McDaniel said. 

Cooling effect can be adjusted to 
any desired speed simply by opening 
an exhaust vent. Twin air blowers 
equipped with adjustable louvers 
move air at a velocity of 900 f.p.m., 
“producing a marked cooling effect 
without room drafts.” 

The room cooler (Model EY-75) 
is designed to fit windows from 27 
to 48 in. wide. It protrudes only 9', 
in. into the room. 

“The unit can be completely in- 
stalled from within the room using 
a simple mounted platform with out- 
side wall braces that require no 
screws,’ Hotpoint said. “After this 
platform is installed, the unit slides 
into place and is securely locked to 
the wall and window sill.” 

A hermetically-sealed 4%-hp. com- 
pressor powers the cooler. Under 
field tests, the unit removes 8,800 
B.t.u. an hour from room air. Over 
7 gals. of water are extracted every 
24 hours from air passing over triple 
evaporator and condenser coils, the 
company reported. 

A large drain tube is used as a re- 
turn duct for this moisture, eliminat- 
ing “spitting” and “rushing.” 

McDaniel said that due to limited 
production the new air conditioner 
will be available in only southeast- 
ern, southwestern, and two midwest- 
ern areas during 1953. Nationwide 
distribution on a large scale is 
planned for 1954, he said. 


Freezers Have New Styling 


Appearance changes on the new 
1953 freezers are highlighted by new 
chrome-plated combination handle- 
locks and crowned lids with rounded 
corners for easier cleaning. Square 
plates on the new handles bear “H" 
medallions and click to one side when 
the user wants to unlock the freezer. 

Lids are counterbalanced on all 
new models (EK-8, EK-15, EK-23) 
for extra safety. New handle-locks 
automatically latch units closed with 
only a gentle pressure downward on 
the lid required. 

Frozen food storage capacity 
ranges from 280 ibs. in the EK-8 
model to 819 Ibs. in the 23-cu. ft. 
model. Freezing capacity is from 40 
Ibs. every 24 hours in smaller models 


. because they 


. . because 


1952 


to slightly over 130 ibs 
est EK-23 model 

A compartment for freezing fresh 
foods is provided at the right end 
of all large models. 

The 23-cu. ft. model is equipped 
with two separate lids so only one 
section of the freezer need be opened 
at one time 

Depending on freezer size, from 
two to five storage baskets are pro- 
vided as standard equipment. Vertical 
separators in the lower sections be- 
low the baskets facilitate loading 
and efficient use of storage space. 


in the larg- 


Plug-In Dehumidifier 


The new plug-in dehumidifier re- 
quires no special wiring, plumbing, or 
permanent installation. The entire 
unit, including a reversible water con- 
tainer, is finished in gray enamel 
and is equipped with a %-hp. motor 
that operates an air circulation fan 
and refrigeration system charged 
with “Freon-12.” 

The water pan has a 22-pt. ca- 
pacity and can be emptied periodical- 
ly by the user or connected by a rub- 
ber hose to a floor drain for a con- 
tinuous operation. 

New engineering principles incorpo- 
rated in the dehumidifier include cir- 
cular aluminum coils for maximum 
surface exposure to increase capacity 

The unit is 174 in. high, 12 in. 
wide, and 17 in. in length. It has 
embossed feet and recessed hand- 
grips at each end. 

Deluxe leaders of the new range 
line are single and double oven 
models (RD18 and RD19) claimed to 
have the largest ovens on the domes- 
tic market. Maximum useable oven 
space has been increased 40°, to 
more than 4,700 cu. in 

“With this capacity,” Hotpoint 
said, “it is possible to bake six pies, 
six layers of cake, eight loaves of 
bread, or a complete oven meal for 
20 persons including a 35-lb. turkey.” 

A new feature on the two deluxe 
models is a built-in French-fry ket- 


tle controlled by an automatic 
thermostat. This unit, located in a 
raisable cooker well, plugs into a 


230-volt outlet on the control panel. 

Included as standard equipment on 
the top five models is a new small 
diameter “super calrod” heating unit 
developed by Hotpoint after four 
years research. It weighs 25% less 
and has 30% more surface area for 


utensil contact. The new unit is said 


17 


OUSEHOLD REFRIGERATION 


to use up to 30% 
Another 


leas electricity 
engineering advance in 


the ranges is a “golden bake” calrod 
oven unit that reportedly gives uni 
form heat distribution with no oven 
unit baffles required 

“Budget model” of the line is a 
full-width 39-in. single oven range 
that offers the user full surface and 
even cooking capacity for a price 
under $200 

The new model (RB49) has rotary 


switch controls and features a new 
one-piece cooking top with built-in 
control panel. The one-piece top over- 
hangs the rear of the range by 1, 
in., permitting flush wall installation 
without removing baseboard. 


In addition to larger oven, the 
RB49 has four standard 5-heat sur- 
face units including a 1,600 watt 
“instant -heat" unit. A swing door 


hinged on the left gives larger stor- 
age capacity for cooking utensils 


Fluorescent Lights Added 


Other ranges in the 1953 line, in 
addition to two standard apartment 
models, are single and double-oven 
models controlled by standard push- 
buttons and new rotary switches. In 
candescent lighting on top = and 
medium priced models has been re- 
placed entirely with 18-in. and 36-in 
fluorescent tubes 

The medium-priced RB-50, RBS51, 
RBS2, RBSS, and RC20 models have 
removable charcoal-type broiler units, 
thrift cookers, electric timers, auto- 
matically-timed ovens, nylon rollers, 
and outlets for small appliances 


REFRIGERATOR- FREEZERS 


Model Type Price 
EH110-6 Deluxe two-door $500.95 
EH95-6 Deluxe one-door 420.95 
EGS5-6 Semi-deluxe one-door 399.95 
FREEZERS 
EK-& 8 cu, ft $239.95 
EK-15 15 cu.ft 499.95 
EK-23 23 cu. ft 659.96 
DEHUMIDIFIER 
EP125 $139.95 
ELECTRIC RANGES 
RD19 Deluxe double oven $400.95 
RD18 Deluxe single oven 449.95 
RB55 Economy double oven 3509.05 
RC20 Standard single oven 320.95 
RBS2 Economy single oven 299.95 
RB51 Economy, 3 storage 
drawers 259.05 
RB50 Economy, | storage 
drawer 220.95 
RB4«9 Budget 189.95 


S 
S 
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manufacture to your 


MOULDINGS, STAMP- 
INGS, - ASSEMBLIES. 
Complete Facilities for 
Buffing, Electrolytic 
Polishing, Welding, 
Forming and Alumi 
num Anodizing. 


Functional and decorative mouldings by JOHN LEES will 
give your product thot extra eye appeal which makes 
it stand out wherever it is displayed. That means more 
Let us supply you with standard mouldings or 
specifications. 
furnished without obligation. Write for catalog. 
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JUST ASK US! 


Turn to “Whit's New" Page for 
useful information oa ew products. 


AIR CONDITIONING & REFR 


Week of September 23 


41156 HEAT EXCHANGER. Otte A. 
Leabtes, Lea Oroese, Wie. eesignor to The 
Trane Co. La Crosse, Wie Application 
March 22, 1947, Serial Bo. 7,472. 4 Claime 
(cl. 7.) 
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2611506 MEAT EXCHANGER. Cocil 
Boling, Brewster, B. Y.. assignor to The 
Meat.2.Changer Co. Inc.. Brewster, @ 
¥.. & corporation of New York. 


ty hem! a hang apparatus of the 
tye wherein « fMuld ts ibjected t a heat 
tranefer peration the mbinatior f ‘ 
pa ‘ ‘ ntr ally promi tioned rigid 
tember jeflning « subetantially annular 
hrarri tee for the flow f the Mui t bee 
subjected ft » heat tranefer peration 
ar sonular metallic fin aseembly within 


i Political dopestes now agree that Republicons ‘did the impos 
S sible in November because 

: (1) Korea and .Washington were a ‘mess 

: (2) Women voted in record numbers 

. (3) Somebody persuaded Democrats and independents, 
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WHY DID EISENHOWER WIN? 


. 


workers, 
than government hand-outs and Socialism. 
Peace and Progress, 
its chapter entitied “Women Don't Talk Enough" 


them to the polly im unprecedented numbers 


Other chapters provided speech material for successful candidates 


Read tile book that helped swing the election 
employes, 
Because the fight for personal freedom and good business Is just 


Handsomely grattuced in two colors with illustrations, Peace and 
Progress is. an excyllent Christmas Gift for anyone and everyone. 


i * 
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PROCUREMENT INFORMATION 


IGERATION NEWS, DECEMBER 1, 1952 


Commandant of the Marine Corps. 


. Washington, D. C. 
Section 


Atta rn De Presaroment 
Spare rts ag thermo $2 itm 492B & Dee 52 

The following is a list of prepesed procurements by the poe A mate ok * mm ¥.. le HM-? 
various indicated U. 8. Government procurement offices. This MCS. MCB “wes and MEY 
lost is compiled and made available ‘ashy on « free pick-up beasts U_ S&S. thermo or equal = 
Prospective bidders may obtain complete bid sets by a request Spare parts for York Refriger- 29 itm 4199B 17 Dee 52 
te the purchasing office ander which the purchase is listed in ant «,uipment, Model V-30 
thie Synopeis. Be sure to identify completely the bid invitation V-) and DER-10. York or 
you wish by including in your request the item deacription, the equal 


urvitation 
Thie will 
economy 
invitations uniess 


number or 


save time io filling your 


the specification 


ie made 


reference number and 
request 
specifications are normally not included with the bid 
w@ & Rew one 
bidders on « particular item should request a copy of applicable 
specifications and drawings at the time the request for a bid 


the opening date. 


For reasons of ce, New York 


Invitation for Bid 


time buted to firme 


listed 


TION ONLY by 
located in the 


B/ and Requests for Proposal 


above activity. A complete 
prospective 
local trading area of the above activity 


Purchasing and Contracting Office, Griffiss Air Force Base, 


Q/ are distri- 
Bidders List maintained by the 
bid set is available for EXAMINA 
bidders at the Air Regivnal Offices 


in the 


It i@ mot necessary to refer selely to the issuing office for Installation of Heating System Job (30-602 10 Dee 52 
edditional data on « bid invitation issued by any of the follow- Controls in Second Floor or 53-31) 
ing U. & Army Ordnance Offices. Ordnance Tank Automotive Headh. use, Supply Depot 
Center; Detroit Arsenal; Frankford Arsenal, Picatinny Arsenal; 2. Griffias Air Force 
Raritan Arsenal Itock = Island Arsenal; Springfiel Armory Rome, New York 


Watertown Arsenal 
obtained from the Ordnance 


Office 
” purchase unless it is listed by 


off 
any other purchases 

Invitations for Bids numbers will 
bh 


this column by the letter Q or 
will be followed by the letter “'Q.”* 


DEPARTMENT OF DEFENSE 


and Waterviiet Arsenal 
tion on any purchase listed 4 any of those offices alone can be 

Jistrict Office nearest you 
dress is on file in your nearest Department of Commerce Ficid 
Do not ask an Ordnance District Office for information 
one of the above-named 
Ordnance District Offices do net have information on 


be followed by the letter 
equests for proposals or quotations will be indicated in fed. spec 
if aumbered 


Complete informa- Sepply Department, 
Bremerton, eo hin 
Refrigerato 
tric, § on me foot 
&) cycle AC 
sions 30” 
by 60° high 


Ite ad 


freeze 


wmestic 
110 volt 
Overall dimen- 
wide by 29” deep 
chest 


Puget Seund, Naval Shipysrd, 
agten 


elec- OS ea 370 53B 16 Dee 52 


capacity 21 to 44 pounds ice 


and food 
AA-R-211 


the number 8/30/52 


type I > on 


GENERAL SERVICES ADMINISTRATION 


Description Quantity Reference “tp, Se 
4 Iavitati or) ren - 
Heacription Quantity = ag joe Tete —- Bttsiness Servier Center, General Services Administration, 
Ne te Region 5, 219 5. Clark St., cine, Illinois 
fommanding Officer, Frankford Arsenal, Philadciphia, Pa. Electric water coolers. interim 14 ea CHD-219 8 Dec 52 
Atte Precurem Office Fed. spec. 00-C-00)6B 
Services & material unit Job (ORD-53 12 Dee 52 Refrigerators, fed. spec 17 ea CHD-1034 9 Dee 52 
air pditioning, bide 64 X29) AA-R-21 le 
Public Werks Office, Marine Barracks, Camp Lejeune, Business Service Center, Ganesat Services Administration, 
North Carolina Region IV, 50 Whitehall . W., Atlanta 3, Georgia 
Alr conditioning of dental Job 352558 15 Dec 52 Air conditioning repairs Job CR4-3% 2 Dee 52 
clin Post Office and Court House 
. Jacksonville, Florida 
Philadeiphi ” ‘ Png rs, 1620 Wal st., 
Philadelphia, Spetetes, jeeps of Engineers, f oust os Service ¢ —? General Services Administration, 
Spare parts for depot stock 525 (ENG-36- 17 Dee 52 A. - jt R 
for the support of 285 air 109-53-288R) - - yo om units, electric 5 ea 4H-22241-R 11 Dee 52 
; - ep woto e 
* -_ - rem rr * —~ sae td Air conditioning units 0 ea 4H-22241-R 11 Dee 52 
~% with , ales ios electric motor driven 
> hp. motor, 2) volt. 6 - 
eyele, 3 phase, 70,000 B.t.u U. S DEPARTMENT OF STATE 
and Contracting Office, Mather Air Force Base, on A Content Services, Department of State, 
Invitation for Bid /B and Requests for Proposal (Q/ are distri- Ventilating unite, “% ne 6 ea tat 5 Dec 52 
buted t firms listed in the Bidders List maintained by the Specifications No. OO-A-372 so 
activity omplete bid set is available for EXAMINA ~ “A 7 


ONLY by prospective bidders at the 
ed in the local trading area of the 
nditioning of special Job 
treament clinic bidg. T-1664 

at Mather Air Force Base 

California 


Peadquastere, Oiagden Air Material Area, Hill Air Foree Base, 
tah 


Invitation for Bid /B 


und Requests for Proposal /Q/ are distri- 


Air Regional Offices 
above 
uF 


activity 
+ 4 5 Dee 52 
53-11) 


mn, New Orleans 


Naval Station, New 
Co., 931 Poydras St 


‘ondition Station Public 
y Orleans 


CONTRACTS AWARDED THROUGH NOV. 21 


Distriet Public Works a Kighth Naval Distriet, U. 
2 


S. Naval 
; Works office, Building 216. U. S 
Louisiana.—-$8,196.—-C. W. Mackie 
New Orleans, Louisiana 


ren tere o , - s . , Procurement and Contracting, Vance AFB, Oklahom 
men be eivity py AE, PL, is cvailable for EXAMINA. Air conditioning of 03 Ward. Project 71-51.—Job $15 465.— Bill- 
TION ONLY by prospective bidders at the Air Regional Offices ings Electric Co.. Enid, Okla, 
located in the local trading area of the above activity t. s. Mostae Corps, the Quartermaster General, Washington 
Replacement of existing Job (42-600-53 5 Dee 52 25, 
heating in building 4 Hill 39) Air  attenine unit.—210.—$54.641 vee , Corporation, 1014 
Air Force Base, Utah Dupont Circle Building, Washington 6, D 
said chamber and comprising sheet metal side walls thereof; means supporting the pair of openings and a pair of slots at 
corrugations each of which is substan wall-adjacent edges of the shelf on the the other end whereby in one position the 
tially straight and ta non-diatortable and walls 1 second shelf paralleling the firat 


extends longitudinally of said chamber 
bridging the space between aaid rigid 
members and is connected to the next ad 
jJacent orrugation by a trough-like con 
necting portion which presents a straight 
portion in contact with a surface of one 
of said members, the distance between 
said rigid members being such that each 
of said trough-like connecting portions is 
distorted and each of said troughlike 
connecting portions is subjected to sub 
stantial ompressive forces which are 
applied at the inner and outer peripheries 
of said fin assembly by said rigid mem 
bers. a tube formed into a spiral and 
closely hugging the outer surface of the 
larger of said rigid members, and a block 
of aluminum substantially enclosing said 
larger rigid member and said tube 


2,611, 587. — 


EXCHANGER. Cecil 
¥. ig The 


1. In heat 
type wherein 
heat transfer 


exchange apparatus of the 
a fluid is subjected to a 
operation. the combination 
of s pair of oncentrically positioned 
rigid defining «a substantially 
annular chamber for the flow of the fluid 
to be subjected to a heat tranefer opera 
tion, and an annular metallic fin assembly 
within said chamber and comprising sheet 
metal rrugations each of which is sub 
stantially straight and i« non-distortable 
and extends longitudinally of said cham 
ber bridging the apace between said 
rigid members and is nnected to the 
next adjacent corrugation by a tough-like 


members 


nnecting portion which presents A 
straight portion in contact with a surface 
of one f said members, said trough-like 

nhecting pertions providing the heat 


transfer ontacte with the surfaces of 
members at the inner and 
iter peripheries of said annular 
ber, said trough-like connecting portions 
at said outer periphery being of substan 
tially radius than those at said 
inner periphery the distance 
said rigid members being such that each 
of said trough-like connecting portions is 
distorted and each of said trough-like con 
recting portions ie subjected substan 
tial compressive forces which are applied 
at the inner and outer peripheries of said 
fin assembly by said rigid members 


said = rigid 


greater 


2,611,675. SHELF ARRANGEMENT FOR 
REFRIGERATORS OR THE LIKE. John 
8S. Palmer, Evansville, Ind. assignor to 
International Harvester Co. 

2 A shelf construction for a cabinet or 
the like having spaced apart vertical 
side walls, comprising: a first shelf ex 
tending across the cabinet between the 


vertically 
ing @ pair 


includ 
means 


spaced therefrom and 
of separable sections 


—_ti_. 
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removably supporting the wall-adjacent 
edges of the second shelf sections on the 
walls, the inner edges of said sections 
being closely spaced apart; forwardly pro- 
jecting pin means at the front edge of 
the first shelf proximate a central portion 
thereof providing a supporting element; 
means on the front edge of each section 
adjacent the inner edge thereof including 
a forwardly projecting pin, said shelf 
section pins being substantially in verti 
eal alignment with the pins on the first 
shelf and means for supporting the 
inner edges of the second shelf sections 
from the first shelf. including a support- 
ing link member having openings at one 
end to receive the first shelf pins and a 


latter openings receive the pins of the 
sections and support said sections below 
the first shelf and in another position 
the slots receive the pins of the sections 
and support sections above first shelf 


2,610,759. FROZEN FOOD LOCKER 
a o_o? Ernest H. Slade, 
Los Alamos, N. 


1. In a frozen food locker of the char- 
acter described, a removable rectangular 
frame having parallel top and bottom 
pairs of longitudinal side elements, the 
bottom side elements comprising upwardly 
facing channel bars whose inner flanges 


are inwardly offset relative to the top 
side elements, said top side elements and 
said inner flanges being formed with 


spaced upwardly facing notches, a trans- 
verse partition member receivable in 
said frame, and means on said partition 
member lockingly engageable with said 
notches and being arranged for disengage- 
ment responsive to elevation of the par- 
tition member relative to the frame. 


(To Be Continued) 


Subscribe Now 


refrigeration, commercial 


home freezers: 
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Receive the greatest trade paper in the Industry—Atr 
Conprrionine & Rerriceration News. Published every week. 
Brings you latest news and vital information on household 
refrigeration, air 
manufacturing, distributing, retailing. servic- 
ing, and contracting. Only $5 per year, 52 issues. 

Fill in coupon and mail today 


AIR CONDITIONING & REFRIGERATION NEWS 
450 West Fort Street, Detroit 26, Michigan 


Gentlemen: Send the NEWS for one year. 
$5 enclosed [] Bill me [] Bill the company 
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(Concluded from Page 1/ 
and RACCA) before and during the 
period of the conference. Separate 
stories on the programs for these 
meetings appear elsewhere in this 
issue. 


The exhibits will be open from 1 
to 5 p.m. and 7 to 10 p.m. on Dec. 5, 
10 am. to 5 p.m. on Dec. 6, and 12 
noon to 4 p.m. on Dec. 7. A $1 regis- 
tration fee is charged for admission 
to the exhibits. 

The conference is sponsored jointly 
by the Refrigeration Equipment 
Manufacturers Association and the 
Refrigeration Service Engineers So- 
ciety with the cooperation of the Re- 
frigeration Equipment Wholesalers 
Association and the Refrigeration 
and Air Conditioning Contractors As- 
sociation. 

A special feature of the exhibit 
will be an “Ingenuity Contest" open 
to any serviceman attending the con- 
ference. The educational exhibit and 
conference committee of REMA will 
award $100, $50, and $25 for the 
three best entries of gadgets devel- 
oped by service engineers to help 
them do a better, easier, and faster 
job in their daily work. To qualify, 
however, the entries must reach the 
committee in Miami by Dec. 4. 

Another contest sponsored by 
REWA will also be conducted. As 
in previous exhibits, service engi- 
neers and contractors attending the 
exhibits will vote on the display they 
consider to be most educational, tell- 
ing why in 25 words or less. Winners 
in this contest will receive a 16-in. 
TV set, pop-up toaster, and a port- 
able radio. 

REWA has scheduled a board of 
directors meeting for Dec. 6 and 
7 in the Hollywood Beach hotel. This 
will be followed on Dec. 8 by the 
association's annual meeting and on 
Dec. 9 by a REMA-REWA joint mem- 
bership meeting. All of these meet- 
ings are scheduled to begin at 10 a.m. 

REMA has a board of directors 
meeting slated for 10 a.m. on Dec. 7, 
also in the Hollywood Beach hotel. 
REMA product sections will meet at 
10 a.m. on Dee. 8. 

Joint social activities of the two 
groups will be held in the afternoon 
of Dec. 8. These will include a golf 
tournament at 2 p.m., a cocktail 
party at 7 p.m., and a banquet at 
8 p.m. 

Hollywood is about 17 miles north 
of Miami. 

Manufacturers with exhibits in 
the Municipal Auditorium are: 

A-P Controls Corp. 

Acme Industries, Inc 

Alco Valve Co 

Allin Mfg. Co 

Ansul Chemical Co. 

Baker Refrigeration Corp. 

Bell & Gossett Co 

Brunner Mfg. Co 

Bundy Tubing Co 

Bush Mfg. Co. 

Century Electric Co. 

Chemical Solvent Co 

Chrysler Corp., Airtemp Div. 

Copeland Refrigeration Corp. 

Curtis Refrigerating Machine Div.. Cur- 
tis Mfg. Corp. 

Cutler-Hammer, Inc 

Dayton Rubber Co. 

Dean Products, Inc. 

Detroit Controls Corp. 

Dole Refrigerating Co. 

du Pont de Nemours, E. I. & Co., Ine. 

Ebco Mfg. Co. 

Fedders-Quigan Corp. 

Fine Products Co. 

Gates Rubber Co 

General Controls Co. 

Halstead & Mitchell 

Heat-X-Changer Co., Inc 

Henry Valve Co. 

Holsclaw Bros., Inc. 

Ideal Cooler Corp. 

Imperial Brass Mfg. Co. 

Jarrow Products 

Jordon Refrigerator Co 

Kelvinator Div., Nash-Kelvinator Corp. 

Kerotest Mfg. Co. 

Kold-Hold Mfg. Co. 

Kramer Trenton Co. 

Lake Chemical Co. 

Larkin Coils, Inc. 

Lehigh Mfg. Co. 

Linde Air Products Co., Div. of Union 
Carbide & Carbon Corp. 

McIntire Connector Co. 

MeQuay, Inc. 

Madden Brass Products Co. 

Marsh Corp., Jas. P. 

Mueller Brass Co. 

Pacific Lumber Co. 

Penn Controls, Inc. 

Pyramid Instrument Corp. 

Ranco Inc 

Remeo Inc. 

Sealed Unit Parts Co., Inc. 

Servel, Inc. 

Snowhill Mfg. Co. 

Sporlan Valve Co. 

Standard Refrigeration Co. 

Sun Oil Co. 

Superior Valve & Fittings Co. 

Tecumseh Products Co. 

Temprite Products Corp. 

Tenney Engineering, Inc. 

United Friguator Engineers 

United States Air Conditioning Corp. 

United Wire & Supply Corp. 

Virginia Smelting Co. 

Wabash Mfg. Co. 

Wagner Electric Corp. 

Wagner Tool & Supply Corp. 

White-Rodgers Electric Co. 

Wolverine Tube Div.. Calumet & Hecla 
Consolidated Copper Co. 
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Rses Convention -- 


(Concluded from Page 1) 

The society will stage its annual 
banquet on Saturday evening at 
Harold's Club of Miami. 

The RSES convention program fol- 
lows: 


FRIDAY, DEC. 5 


8 a.m.-—Registration. 

9 a.m.—Opening of Convention. 

12 noon to 12:30 p.m.--INSTALL- 
ING A WINDOW-UNIT AIR CON- 
DITIONER. Carl F. Zauner, service 
manager, Remington Corp. 

1 to 3 p.m.-BUSINESS ADMIN- 
ISTRATION. Sponsored by Refrig- 
eration & Air Conditioning Contrac- 
tors Association. 

IS A PROFIT JUSTIFIED? R. S 
Lafferty, vice president, Hill-York 
Corp., Miami. 

SALES TRAINING TECHNIQUES. 
Gregory P. Merburgh, branch man- 
ager, Electrolux Corp., Miami. 

ADVERTISING. Ernest Foss, sales 
manager, Pan-American World Air- 
ways, Latin American Div. 


SATURDAY, DEC. 6 


8 a.m.—Registration. 

9 a.m. to 10 a.m..-INFORMATION 
PLEASE. 

10 a.m. to 11 a.m.--ESTIMATING 
AND INSTALLING AIR CONDI- 
TIONING IN A RESIDENCE. Lee 
A. Miles, refrigeration engineer, 
Mueller Furnace Co. 

11 am. to 12 noon FACTS 
ABOUT DRIERS--OLD AND NEW. 
Dr. W. O. Walker, director, Industrial 
Chemical Research, Univ. of Miami 

12 noon to 12:40 p.m. THE 
LITHIUM BROMIDE ABSORPTION 
REFRIGERATING SYSTEM. John 
E. McGaughey, Jr., field engineer, 
Carrier Corp. Followed by a tour 
conducted by the speaker, through 
the Mikmi City hospital in which a 
350-ton system is installed. 

7:30 p.m.--Annual Banquet. 


SUNDAY, DEC. 7 


9 a.m. to 10 a.m..-INFORMATION 


PLEASE. 

10 a.m. to 11 a.m.--TEXTILE AIR 
CONDITIONING. Frederick Boxall, 
engineer, the Bahnson Co. 

11 a.m. to 12 noon--INSTALLA- 
TION, SERVICE, AND MAINTE- 
NANCE OF COOLING TOWERS 
AND EVAPORATIVE CONDENS- 
ERS. Edward R. Magnus, chief engi- 
neer, Snowhill Mfg. Co. 


MONDAY, DEC. 8 


9 a.m.—Business Session. Election 
of Officers. 

1 a.m. to 2 p.m.—-CENTRIFUGAL 
COMPRESSORS. E. R. Michel, man- 
ager, direct sales, air conditioning 
and refrigeration division, and Paul 
Venable, manager, eastern service 
and engineering division, Worthing- 
ton Corp. 

2 p.m. to 3 p.m.-THE USE OF 
THE SUCTION PRESSURE RE- 
CORDING GAUGE IN DIAGNOSING 
AND ANALYZING SERVICE PROB- 
LEMS. John H. Spence, service man- 
ager, Hussmann Refrigeration, Inc., 
and chairman, International Educa- 
tional and Examining Board, RSES. 

3 p.m. to 4 p.m.—AIR-COOLED 
CONDENSERS, LARGE AND 
SMALL. 8S. Charles Segal, general 
sales manager, Kramer Trenton Co. 
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18—How To Service 
Gas Solenoid Valves 


Fig. 16 is exploded view of older type 
valve with hexogon coil nut. 


Fig. 17 is bottom view of current ond older 
(right) coils showing plunger fingers. 


To clean internal parts remove the 
coil assembly. The latest design of 


White-Rodgers solenoids has a union- | 


type nut (see Fig. 15) that can be 
loosened to remove the coil. The coil 
assembly of older valves (Fig. 16) 
has a hexagon wrench-hold nut. To 
remove the coil it is necessary to 
unscrew the coil assembly. 

When the coil assembly is removed, 
the internal parts can be easily in- 
spected. To clean the plunger as- 
sembly wipe it off carefully. Using 
any good solvent on your rag will 
remove most gas gums or oils 

Wipe out plunger tube being care- 
ful not to distort the plunger fingers. 
Also wipe the valve seat. Never use 
any metal object when cleaning a 
valve because you may scratch the 
parts. Never put oil or grease on 
the plunger assembly, in plunger 
tube, or on disc or seat. 

The push-off fingers must be prop- 
erly adjusted to prevent noise during 
valve operation. 

To adjust the fingers remove cap 
and coil assembly, turn cap and coil 
upside down isee Fig. 17), insert 
plunger, and press down on plunger 
disc. In this position the three 
plunger fingers should each contact 
the plunger with approximate equal 
tension. 

If adjustment of the fingers is 
necessary, change their position by 
using a long-nose pair of pliers to 
adjust the strip to which the fingers 
are attached. Do not try to make the 


HOUSE 
PARTY 


© Transportation to and from Travel Terminals 
fe) © Yacht Cruise Through Lovely Floride Waterweys 
© S'/, Hour Tour of Miami Beach, Miami, 
Hisleeh Race Track Core! Gables and 


Send Me Free Additional information: 


Name ..-ceceesese « es 


eee ee eee ee es 


BOGEN -occcccecer sere ceneceseres sereereees 
City ccccccccceRSBBcoces MUS coccccccesece 


Gas Heating Controls 
| See nen en 


adjustment by forcing the fingers. 
You will pull the fingers loose 

After the adjustment of the fingers 
is completed, turn the cap to a 45° 
angle from the upside down posi- 
tion. Release the plunger. The thrust 
of the plunger fingers, if correct, will 
cause the plunge to jump upward, 
but not completely out of the plunger 
tube. 

SOLENOID VALVE 
SERVICE HINTS 

Noise or hum in solenoids may be 
due to one of the following causes 

(1) Improper voltage—-either high 
or low voltage. 

(2) Loose cap on coil assembly. 
Tighten coil hold-down screw on top 
of cap. 

(3) Dirt around plunger stem and 
plunger tube 

(4) Improperly adjusted plunger 
push-off fingers 

Common causes of gas leak through 
valve are: 

(1) Dirt between disc and seat. 

(2) Dirt in plunger tube or on the 
plunger 

(3) Distorted valve body. 

(4) Scratch on seat or disc 

Causes of coils overheating may 
be: 

(1) Improper voltage 

(2) Dampness in coil. 

Coils of White-Rodgers solenoids 
can be changed without removing the 
body of the valve from the gas line 
Instructions for replacing the par- 
ticular coil involved are packed with 
the replacement parts. 


Racca Program -- 


(Concluded from Page 1) 

In the afternoon, RACCA as a body 
will move to the Municipal Audi- 
torium in Miami to participate in a 
joint session with REMA and RSES 
Details of this “business administra- 
tion” conference appear in the RSES 
program story 


THURSDAY, DEC. 4 


9:45 a.m.--President's address -T 
A. Reina of Brooklyn 
10:00 am “Window Treatment 


and Air Conditioning Loads”"—-Francis 
S. Dammers, Hunter Douglas Corp 

10:30 am."“Small Pipe Air Con- 
ditioning Summer and Winter” 
Jack Kice, chief éngineer, Coleman 
Mfg. Co., Wichita, Kans 

11:30 a.m.."Trend Toward Open 
Meat Cases”-—Harry 8. Corbin, retail 
sales manager, C. V. Hili & Co, 

Luncheon session 

12:30 p.m.—“Building an Economy 
with Air Conditioning”..R. B. Rob- 
erts, Jr. vice president, Florida 
Power & Light Co.. Miami 

Afternoon season 

2:30 p.m.--"Progreas and Future 
of Frozen Foods”..Donald N. Lina, 
general sales manager, Tropical Fruit 
Growers Association, Goulds, Fla 

3:00 p.m.-“Heating and Air Con- 
ditioning”. EB. A. Cline, general sales 
manager, The Trane Co., La Croase, 

4:00 p.m.“Large Horsepower Air- 
Cooled Condensers” 8S. Charles 
Segal, Kramer Trenton Co 

4:30 p.m.—“Our Individual Debt" 

William L. Long, Chicago Condi- 
tionaire Co., Chicago 

FRIDAY, DEC. 5 


9:30 am Business meeting 
(closed session, «members only) 
1:00 p.m.-Joint session with 


REMA and RSES 


CLASSIFIED ADVERTISING | 


RATES for 
per insertion 
word over 50 

RATES for all other «laesifieations $7.50 
per insertion Limit 50 worda lie per 
word over 50. 

ADVERTISEMENTS set in usual clasai- 
fied style. Box addresses count as five 
words, other addresses by artual word 
count Please send payment with order 


SERVICE ENGINEER with 27 years’ ex- 
perience in commercial and industrial re- 
frigeration, air conditioning and heating 
up to and including 300 ton systema 
Wants permanent connection with com- 
pany in southern Florida. At present, serv 
ice manager for one of Chicago's leading 
contractors. BOX 3992, Air Conditioning 
& Refrigeration News 


FIELD REPRESENTATIVE, now em- 
ployed in an under-paid position and 
stymied for salary advancement, is look- 
ing for new employment which offers op- 
portunity for betterment of income 
Twenty-two years’ experience in factory 
sales work in commercial refrigeration, 
packaged air conditioning and major ap- 
pliance lines. Only three previous em- 
ployers, and eighteen years with one, will 
indicate ability and stability. Qualifica- 
tions to assume responsibility will be 


‘Positions Wanted” $5.00 
Limit %) words. MWe per 


highly recommended by previous and 
present employers. Middle-age, single 
will move or travel anywhere. Write 


BOX 4160, Air Conditioning & Refrigera- 
tion News. 


SALES ENGINEER, six years sales ex- 
perience, 3% years with a leading air 
conditioning and furnace manufacturer 
desires position as sales engineer or dis- 
trict representative with manufacturer 
Prefer Kansas City, Missouri area, but 
would consider other location. Age 4%, 
married, engineering college graduate 
BOX 4162. Air Conditioning & Refrigera- 
tion News. 


EXPERIENCED IN saies-——Wholesale and 

Retail—Super Market layout—-Air Condi- 
| tioning—Good knowledge service—Now 
operating profitable Distributorship but 
inability to hire good Servicemen in this 
area forces me to consider position with 
another organization Preferably in Flori- 
da. BOX 4163, Air Conditioning & Refrig- 
eration News 


CARRIER CORPORATION wants Dis- 
trict Service Supervisors to travel from 
district office. Must know service depart- 
/ ment operation, installation and service 
business. Carrier representative will be 
at RSES Meeting in Miama for interviews 
| Cal F. L. CLUPPER. McAlister Hotel 
December 5 through 8 for appointment 


REFRIGERATION ENGINEER. Graduate 
| Engineer to assume responsibility for Re- 
| frigeration Engineering Department and 
to direct an extensive product develop- 
ment program. Desire man with com- 
plete knowledge of heat transfer prob- 
lems, ability to design and develop new 
| products and application of present prod- 

uets for sales. Only interested in man 

with experience who can immediately take 
charge. Location in Michigan. Salary 
open. Reply first letter giving resume of 
experience and salary required. Write 

BOX 4155, Air Conditioning & Refrigera- 

tion News. 


| PRODUCT SERVICE manager wanted for 


| eastern New York state manufacturer of — 


| commercial refrigerators and freezers—to 


| superstructure 


| Interested party will 


head up new department in an established 
rapidly growing concern selling products 
on a national basis. This i# a splendid 
opportunity for a man now “road blocked 
by seniority’ or other reasons beyond his 
control. Salary good. Opportunity un 
limited Refrigeration experience neces- 
aery. All replies held in strict confidence 
BOX 4159. Air Conditioning & Refrigera 
tion News 


PLEASE DON’T anewer this ad unless 
you are a top-rank air conditioning sales- 
man, presently employed, desirous of 
joining a rapidly growing Carrier dis 
tributor in large midwest city, where you 
wil be expected to earn minimum five 
figure amount. Backing by substantial 
thirty-year company, with continuous ad 
vertising and promotion program. We are 
a compact but informal concern, preferring 
one top salesman to three mediocre rales- 
men. Selling expenses paid by us; com 
missions paid on receipt of order, not 
at end of job. Send full detaile in first 
letter; interview arranged at our expense. 
BOX 4164. Air Conditioning 4& Refrigera 
tion News 


CHIEF ENGINEER wanted to take com 
plete charge of Product and Research 
Engineering. Company manufactures low 
sides and related equipment. Old estab 
lished concern, plane are to branch out 
in other phases of refrigeration and 4di- 
versified producta. Write giving full in- 
formation in first letter, regarding expert 
ence, reference and salary expected. BOX 
4166, Air Conditioning & Refrigeration 
News 


WANTED USED refrigerators in working 
condition, electric or gas. Quantities only 
100 to 1000 BEACH REFRIGERATOR 
CO., 196-11 Northern Bivd.. Flushing %& 
New York City. Phone Flushing 7-9669 


SURPLUS V-BELTS, controls valves, 
and other refrigeration parts, Submit in 
ventory sheets and prices. SAM HAM 
MOND. 698 Washington Ave Br wkiyn 
38, N. ¥ 


EQUIPMENT FOR SALE 


ROTARY SEALS news in original car- 
tons, Most all numbers. 50% to 75 off 
dealer net depending on quantity GI 
NEERING SPECIALTY CO.. INC., Gary 
Indiana 


BRAND NEW 19652 frozen food merchan- 
disers original crates. Model FDSISA, 14 
cu. ft. thermopane doors; ultra modern 
Keivinator unit, 5-year 
warranty. Factory list $733.50. your cost 
$371.00. Order immediately; send for tl- 
lustrations MANN REFRIGERATION 
SUPPLY CO., 440 Lafayette Street, New 
York 3, N. ¥ 


ATTENTION SERVICEMEN-—Send for our 
new catalog—on controls, valves, relays. 
brass fittings, V-belte—hermetic and open 
type units. All new merchandise at great 
savings up to 50%: sold on money back 
guarantee. WALTER W. STARR RE- 
FRIGERATION, 2833 Lincoln Ave.. Chi- 
cago 13, Ullinols 


BUSINESS OPPORTUNITIES 


COMMERCIAL REFRIGERATION and 
fixture business. Established 13 years. Ex- 
cellent opportunity for an individual e¢x- 
perienced in sales and service. Will well 
at actual inventory—approximately $10.000. 
receive full and 
frank information. This business ie lo- 
cated im Pittsburgh, Pa. BOX 4157. Air 
Conditioning & Refrigeration News 
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AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 1, 1952 


RACCA Asks AIA Cooperation-- 


(Concluded from Page 1, Column 4) 
able price if the refrigeration and 
air conditioning contractor deals di- 
rectly with the architect, in that it 
would eliminate at least one “cut” 
on the profit taken on the job 

The additional cost of making sepa- 
rate plans for the refrigeration and 
air conditioning work would be negli- 
gible, it is said, because of the tre- 
mendous saving of time and money 
that would be effected over-all, and 
the end result would be greater satis- 
faction 

Refrigeration and air conditioning 
plans can be made relatively simple, 
and such plans would not be com- 
bined with others. Combination plans 
make complicated drawings, it is 
stated 


Digest of Petition 


Following is a digest of the 
RACCA presentation to the A.LA.: 

The case for refrigeration and air 
conditioning as a separate category in 
the drawing of construction plans. 

“Refrigeration and air conditioning 
should be treated and handled as a 
completely separate category in the 
drawing up of architect's plans and 
the invitation for bids. Refrigeration 
and air conditioning is extremely im- 
portant today in construction and so 
important to the architect. Many 
times such refrigeration and air con- 
ditioning has gone awry from plan 
to execution 

“It is the opinion of Refrigeration 
and Air Conditioning Contractors 
that to achieve the results for which 
the architect is seeking, separate 
plans must be drawn. It is, therefore, 
imperative for architects to give this 
problem much more study than they 
have heretofore, because many of the 
best pieces of architecture have 
failed in that they have satisfied 
the esthetic but not the practical or 
utilitarian 

“In order to thus explain refrigera- 
tion and air conditioning construc- 
tion thoroughly, separate plans must 
be drawn. Then contractors will not 
be enabled to make excuses that 
plans are not clear, that they are 
irrevocably intermingled with work 
other than their own, that they are 
not architects and cannot understand 
complicated plans. If separate plans 
are drawn the architect can hold the 
refrigeration and air conditioning con- 
tractor directly responsible. 


Filtrine’s 
capacity 


Mess Halt—Cafeteria Cooter 


REMOTE 


Master 


controls, 
Typical “Packaged” Ca 


Sell your 
Stainless Steel or Duco finished cabinets. 
equipped to suit with top/side shelves. 


bubblers. 
equipped to 
rust, sediment from water. 


“The Refrigeration and Air Condi- 
tioning business progressed because 
it concentrated on the problem of 
making a safe, efficient, inexpensive 
commodity. As such, it developed 
specialized engineering, specialized 
merchandising and specialized con- 
tracting. The Refrigeration Contrac- 
tor is many things—-he must know 
mechanical engineering, chemical! en- 
gineering, electrical engineering, the 
physical engineering of gases and 
the physics of heat and its associated 
flelds. 


“Only long emperience by methodi- 
cal study will enable a person to 
properly engineer and service refrig- 
eration and air conditioning equip- 
ment. A plumber, an electrician, a 
heating contractor, tinsmithing con- 
tractor, although well learned and 
experienced in their own fields could 
not possibly approach the complexity 
and the knowledge and  under- 
standing necessary to engineer a re- 
frigeration job. 

“Because of the practice of years 
standing that air conditioning and 
refrigeration be given to plumbers 
or heating and ventilating contrac- 
tors, there has been no separate 
plans drawn for refrigeration and 
air conditioning. Many times when 
refrigeration and air conditioning 
sub-contractors working under such 
plumber or pipe-fitter have discov- 
ered problems and difficulties which 
have arisen, they have been unable to 
consult with the architect. In the 
busy excitement of completing a job, 
this inability of getting together 
with the architect generally resulted 
in a refrigeration or air conditioning 
job being completed improperly or 
costing more to construct or taking 
longer to do the job. 


Personal Percentage Kills Bid 


“There are instances wherein al- 
though a particular refrigeration and 
air conditioning contractor, techni- 
cally able and financially responsible 
actually submitted the low bid for 
the installation of such equipment, 
lost the bid due to the fact that the 
plumber acting as superior contrac- 
tor included a percentage for him- 
self which thereupon placed that bid 
out of the running. 

“If it often works badly to entrust 
everything to one contractor, perhaps 
something may be gained by a 
partial return to the old system of 


40 years’ ’ dependability. 
COOLERS 


20-year-life construction ... 
Super Storage . . . more than 
FOR MESS HALLS — CAFETERIAS 


Conform with Fed. Spec. 00-C-566b 


COOLERS FOR X-RAY & PHOTOGRAPHY 
PACKAGED CIRCULATING CHILLED WATER SYSTEMS 


COOLERS FOR ALL USES 


onlt with Filtrine 


Can he = Taste- 
remove chlorine. 


glass-fillers. 


Taste-Master 
oalt with Filtrine models re- 


your 
peatedly named by V.A., Signal Corps, Air Force, ete. 
for X-ray and photo-labs. Under counter design and 
floor-mounted models with stainless steel work-table 
top. Filters (extra) to prevent scratched and pin-holed 
negatives. 


Sell your condensing vnit! Systems for drinking or 
processing water—completely packaged with pump. 


your condensing unit factory installed. 


ities 5-400 gp.h.; storage 5-150 gals. Filters 


Cirewtating Chified Water System = and Rectifier-Dechlorinators (extra) to insure taste- 
free, sparkling water 


Sell your condensing walt with 
remote models for new and 
replacement jobs — all applica 
tions. Capacities 10-1000 g.p.h.; 
storage 7-300 gals. Filters, 
Rectifier-Dechlorinators avail- 
able for all sizes. 


“Water Coolers and Filters for 40 Years” 


separate contracts, letting the more 
difficult and critical branches, such 
as plumbing, heating and ventilation, 
electrical work and elevators to con- 
tractors whose own forces actually 
execute the work. He (the owner) 
can give careful attention to the 
letting of each contract, and, for 
work of a good quality, he will gen- 
erally receive closer bids than would 
be sent to general contractors. 


Separate Contracts May 
Be the Answer 


“This practice has become well 
established and many states now re- 
quire that, for public work, bids on 
plumbing, heating, ventilation, elec- 
trical work, power plants, etc., shall 
be received separately and contracts 
awarded to the lowest responsible 
bidder for each branch. In private 
practice, if the Owner has received 
separate bids upon such branches of 
the work, he generally lets separate 
contracts for them; but some times, 
if he has confidence in the General 
Contractor, he places the successful 
bidders of the several branches, with 
their consent, as Sub-Contractors 
under the Genera! Contractor.’ 

“RACCA says that included in 
these branches of ‘plumbers, heating, 
ventilating, etc.,’ should be included 
Refrigeration and Air Conditioning 
as a separate category for the 
reasons stated in the Handbook. 

“We maintain that if refrigeration 
and air conditioning were considered 
in a separate category that there 
would be better quality at a more 
reasonable price. 

“Objection may be raised by some 
architects that the division of the 
categories are too many right now 
and no more should be added. 
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Bush Unit Coolers are the finest 
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On ordinary unit coolers, sheet metal screws are used to join 
'pan to case. Bush units are constructed with “D” nuts threaded to 
‘take small bolts. These “D” nuts are hydraulically ri 
sheet metal. Result: a connection that doesn’t loosen. 
Remove the pan and replace it as often as you like. The con- 


construction. 


available. 


RACCA maintains that such a divi- 
sion is absolutely essential even 
though it may cause the architect 
to draw up sets of additional plans. 


Plans Can Be Simple 


“The additional cost of making such 
plans would be negligible because of 
the tremendous saving of time and 
money and the end result would be 
greater satisfaction. Refrigeration 
and air conditioning plans car be 
made relatively simple. Such plans 
will not be combined with other 
installations. Combination plans 
make more complicated drawings, 
these plans will be very clearly de- 
fined. 

“Extra costs could be eliminated 
from new construction work by a 
revision of the method of writing 
specifications and the method of ac- 
cepting bids in the ‘Code of Bidding 
Procedures.’ In this way it will allow 
the refrigeration and air conditioning 
contractor an opportunity to submit 
his bid either direct to the general 
contractor or to the owner if he is 
handling contracts directly 

“If this is done, it is our firm be- 
lief that the consumer, the architect, 
the refrigeration and air conditioning 
contractor will benefit tr d ly 
because of the increased efficiency 
and the use of the know-how of the 
refrigeration and air conditioning 
contractor and more important be- 
cause of the greater benefit in time, 
efficiency and money to the owner, 
the goal of all parties concerned. 

“Therefore, the ‘Code of Bidding 
Procedure,’ ‘The Handbook,’ and all 
publications and documents of the 
American Institute of Architects 
should be changed to include Refrig- 
eration and Air Conditioning as a 
separate category.” 


PF fFees>- + eit 


CUBES % in. in size are handy for fountain 
drinks. 


ICEMAKER con produce 20,000 
per day. 


“cubslets”’ 


Frigidaire ‘Cubelets’-- 


(Concluded from Page 1, Column 4) 

The stainless steel storage bin holds 
approximately 10,000 of these “crys- 
tal clear” cubelets. The machine will 
make approximately 200 Ibs. or 20,- 
000 cubelets per day. Temperature 
in the storage compartment is such 
that cubelets do not stick together, 
thus making them easy to remove in 
any quantity. 


riveted to the 


annoying, noisy vibration. 
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